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BOARD OF WATER SUPPLY 
CITY OF NEW YORK 

The water-supply conditions in Brooklyn became so bad in 
1896 that an actual shortage of water was imminent and the 
Manufacturers' Association of that borough (then a city) ap- 
pointed a committee to investigate the problem of an additional 
supply of pure water. 

The results of thorough investigation by this committee 
are revealed in its report of March 15, 1897, wherein the fol- 
lowing three principal recommendations appear: That steps 
be taken to separate the water debt from the constitutional debt 
limit of the municipality; that a special commission should be 
appointed to investigate all sources of water-supply for Greater 
New York; and that plans for ultimate sources for the supply 
of Greater New York should contemplate a period of not less 
than fifty years so that the work of construction might be 
harmonious, intelligent, economical and always in the direction 
of the final plan. 

The Manufacturers' Association after continued investiga- 
tion and agitation caused bills to be prepared and introduced 
into the Legislature in 1901, 1902, 1903 and 1904 to carry out 
the above recommendations which finally resulted in the pas- 
sage, on June 3, 1905, of the act creating the Board of Water 
Supply and the appointment of the three Commissioners com- 
posing it on June 9, 1905. 

Chapter 724 of the Laws of 1905, comprised in this act, 
states : " It shall be the duty of the P>oard to proceed immedi- 
ately, and with all reasonable speed, to ascertain what sources 
exist and are most available, desirable and best for an addi- 
tional supply of pure and wholesome water for The City of 
New York. The l^>oard shall make such survevs, * * * 
and investigations as it may deem proper * * *." 

At a meeting of the Board of Water Supply, held August 
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8, 1905, following the consideration and adoption of the gen- 
eral plan for getting a supply for the whole City west of the 
Hudson river, the situation in Brooklyn was discussed and the 
following resolution, offered by Commissioner Chadwick, was 
passed : 

" Resolved, That the Chief Engineer be and he is hereby 
authorized and instructed to prepare a special report upon the 
water situation in Brooklyn, to be submitted to the Board of 
Water Supply as soon as practicable." 

Preliminary studies follow-ing the lines of investigation and 
suggestion of the Burr-Hering-Freeman report of 1903, were 
soon undertaken and under date of October 9, 1905, the Chief 
Engineer pointed out the availability of the sources on Long 
Island for affording quick relief to the needs of Brooklyn, 
which were more pressing even than the needs of Manhattan. 

On May 23, 1906, he recommended that extensive surveys 
and investigations be made in Suffolk county in order to de- 
termine the best plan for developing the water sources there, 
and also recommended that an opinion be obtained from the 
Corporation Counsel as to whether the Board had the right 
to carry on preliminary work in that county (see page 5). 
The Corporation Counsel rendered an opinion, on July 23, 
1906, that the Board was justified in making surveys and in- 
vestigations in restricted localities and in expending the funds 
appropriated for the Board on such investigations. 

Following this active work was begun and the Long Island 
department of the Engineering bureau was organized on 
October 19, 1906, with the appointment of Walter E. Spear, 
Division Engineer in charge, to investigate the water resources 
of Suffolk county and means for rendering them available. 

As the studies and investigations progressed, reports in 
detail were submitted by the Chief Engineer on March 15, 
October L and October 9, 1907 (see pages 7, 11 and 16) ; and 
on December 4, 1907, a complete outline of the entire work, to- 
gether with the special studies then nearing completion, was 
sent to the Board (This report is included in report beginning 
on page 17). 

On May 21, 1908, the Chief Engineer submitted a report 
with map, plan and profile showing the source and manner 
of obtaining an initial supply of 70,000,000 gallons of water 
daily, at an estimated cost of $21,700,000, and a complete de- 
velopment from underground sources of 250,000,000 gallons 
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daily, at an estimated cost of ?40,479,000 to S47,173,000 (see 
page 17). 

On June 8, 1908, the lioard of Water Supply forwarded 
to the Board of Estimate and Apportionment the map, plan 
and profile of the proposed works and recommended that they 
be approved and transmitted to the State Water Supply Com- 
mission for its approval (see page 27). 

On June 12, 1908, the Chief Engineer reported in detail the 
results of investigations, surveys, studies and plans looking 
to the development of a supi)ly from Suffolk county and con- 
veying it to the Borough of Brooklyn (see page 30). 

The Board of Estimate and Apportionment, after a public 
hearing approved on June 26, 1908, the plan submitted by the 
Board of Water Supply and on July 29, 1908, petitioned the 
State Water Supply Commission for its approval (see page 
46), which application is pending at this writing. 

It was at the outset considered possible that existing legal 
restrictions concerning the use of Suffolk County water could 
he removed within such time as would permit local works to 
be built and in operation prior to the entry of w'ater from the 
Catskill Mountain watersheds, and surveys and designs for 
the immediate development of Suffolk County sources were 
actively forwarded with that purpose in view. 

As the preliminary steps to the lifting of legal obstructions 
to this plan have been, so far, seriously delayed, it has been 
decided to bring together and print all of the various papers in 
this matter so that they may be preserved in permanent form. 

CHARLES STRAUSS. 
CHARLES N. CHADWICK, 
JOHN F. GALVIX, 
Conmiissioiiers, 

Board of Water Supply. 
November 1, 1912. 



BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

299 BROADWAY 

J. Edward Simmons 
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Commissioners 
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New York, May 23, 1906. 

Board of Water Supply, 

299 Broadway, New York City. 

Gentlemen : 

In a report submitted to the Commissioners, dated October 
7, 1905, the Chief Engineer made the following statement: 

" Whh the legal restrictions and the limitations that sur- 
round large construction work for The City of New York, it 
now appears probable that even with the most vigorous be- 
ginning and the most rapid progress, from live to eight years 
must elapse before water from the new source can be de- 
livered into Croton lake, and thence to Manhattan, Brooklyn 
and the other boroughs. Although the Boroughs of Manhat- 
tan and The Bronx, being more directly on the line of the 
aqueduct that will end in Brooklyn and Richmond, will, there- 
fore, be naturally the first to be benefited, it must be recognized 
that the present needs of Brooklyn are even more pressing 
than the needs of Manhattan, and they have, therefore, already 
engaged the attention of your Engineers. The water shortage 
in Brooklyn during the past season is almost without precedent 
in the history of a large American city." 

Your Engineer has constantly in mind the urgent needs of 
Brooklyn and studies have been progressing in this office and 
have reached a point where I am prepared to report that there 
is nothing for this Board to do looking to the alleviation of 
the present conditions except to obtain water from Suffolk 
county. 

To obtain the best results, this plan must be laid out in a 
broad, comprehensive way, looking to the development of all 
the available supply of the region to the east in Suffolk county. 
In order to dertermine what this plan should be, extensive 



6 REPORT OF CHIEF ENGINEER 

surveys and investigations will be necessary. The question 
arises whether the Board, in view of the restrictive legislation, 
has the power under Chapter 724 of the Laws of 1905, as 
amended, to carry on these extensive preliminary investiga- 
tions and to prefsent a plan for supplying Brooklyn and to meet 
a possible shortage of water in Manhattan before the Catskill 
water can be delivered. 

Before a recommendation to repeal existing legislation is 
made, it is important that a comprehensive plan be outlined 
which will show clearly the best design of works and will 
make plain just what The City of New York desires to do. It 
is important, also, to determine, so far as possible, the basis 
for the opposition to the taking of this water and to securer 
by careful investigation full data upon which the reasonable- 
ness of The City's request and the objections thereto may be 
fairly judged or methods sought for meeting such of the ob- 
jections as may appear well grounded. 

I would respectfully suggest to the Board that this matter 
be taken up with the Corporation Counsel and his opinion re- 
quested as to the rights of the Board to perform the prelimi- 
nary work necessary to prepare a plan for taking water from 
Suffolk county. 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer. 
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New York, March 15, 1907. 
Board of Water Sipply, 

299 Broadway, New York City. 

Gentlemen : 

The following brief report on the progress of the investi- 
gations of the Long Island source's, which were begun in 
October, 1906, is submitted for your information. 

The Long Island problems to be solved by these investi- 
gations are: 

(1) The determination of the amount of ground-water 
and surface-water available on Long Island for The City of 
New York. 

(2) That of finding the best location for the develop- 
ment of these waters, and the best method and cost of such 
development. 

(3) That of finding the means and probable cost of bring- 
ing this water to New York City. 

These problems in Suffolk county required: 

(A) Complete topographical surveys of the southerly por- 
tions" of the county where it appeared feasible to make a 
ground-water development. 

(B) Surveys of the surface of the ground-water within 
the area covered by the topographical surveys and, beyond, 
over much of the county to complete the work begun by the 
Burr-Hering-Freeman Commission in 1903. These surveys 
required the driving of many additional test-wells, by which 
to determine the surface of the water-table. 

(C) Continuous gagings of the flow of all the important 
streams in Suffolk county. 

(D) The testing out of the volume and character of the 
ground-water resources by sinking and pumping large, deep 
wells. 
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A— TOPOGRAPHICAL SURVEYS 

The great extent of territory to be covered, from Nassau 
county to Riverhead (about 50 miles in length and perhaps 3 
miles in width) required for control a system of triangulation 
on which to base an accurate rectangular co-ordinate survey. 

One of the first pieces of work that was done in the first 
part of November w^as the selection of suitable primary sta- 
tions for a system of quadrilaterals on high buildings, towers, 
windmills and other structures. So fortunate was the search 
for these stations that it has been necessary to build only six 
towers of any bight. Only one of these remains incompleted 
because of the delay in securing the lumber. 

The triangulation stations of the U. S. Coast Survey were, 
as far as possible, included in our system. From the geo- 
graphical position of one of them near Lindenhurst the co- 
ordinates of the station were computed from the Prospect 
Park water-tower in Brooklyn, which is the center of co- 
ordinates of the extensive co-ordinate surveys now being 
carried on by the topographical bureaus of the boroughs of 
Brooklyn and Queens. The selection of the same center of 
co-ordinates for our surveys wall greatly facilitate the surveys 
from Suffolk county to Brooklyn and Queens boroughs. 

After the selection of the primaries, secondary stations 
were picked out along the most probable locations for the 
proposed development, at intervals of a mile or two. These 
have been cut in from the primary stations and will serve 
when their co-ordinates are computed as points of beginning 
for the stadia surveys. 

The field work on the primary system is now complete 
except near Oakdale, where it was necessary to change a 
primary station, and near Mastic, in the Moriches, where a 
tower has not yet been built. 

The triangulation system from Nassau county to Babylon 
has been adjusted and the co-ordinates of the primary and 
secondary stations computed and plotted on standard sheets 
of mounted white paper on a scale of 200 feet to the inch. 
An index map covering the whole of Suffolk county, on a 
scale of 6,000 feet to an inch is being prepared. The results 
thus far indicate that the accuracy of the primary triangula- 
tion work is perhaps 1 :40000. 

As a basis for the topographical work and the ground- 
water surveys a line of precise levels was run from the stand- 
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arcl bench-mark of the Brooklyn Water Works at Smith's 
pond near Rockville Center to Eastport and return, along the 
Montauk division of the Long Island railroad. From the 
bench-marks established along this line closed traverses were 
run into the center and northerly portions of the island east 
of Babylon and Smithtown and as far as Riverhead. Alto- 
gether 258 miles of these levels were run. 

This work was done by a bench level party temporarily 
transferred from the Northern Aqueduct department. The 
results were very satisfactory; the accuracy as indicated by the 
value of C in the equation E = C D (where E = error, 
D = the distance levelled over) will average 0.013. 

Secondary levels are being run in short circuits between 
the precise bench-marks, for the purpose of establishing addi- 
tional benches for the stadia work and to determine the eleva- 
tions of the test-wells for the ground-water surveys. 

This secondary level work is well advanced. Except for a 
stretch of a few miles near Islip, the work now covers pretty 
much all the territory that it is proposed to survey for the 
proposed ground-water development. 

B— GROUND-WATER SURVEYS 

Two-inch test- wells one-half to one mile apart have been 
driven along the southerly portion of Suffolk county as far as 
Quogue and at greater intervals over the north of the island 
east of Patchogue and Port Jefferson. 

The wells laid out over this territory have been recently 
completed, except for a few wells on the grounds of the South 
Side Sportsmen's Club, where permission to do the work was 
refused. Altogether 307 wells containing 12,342 linear feet 
of pipe were driven under agreements with F. W. Miller and 
Roy S. Barker. 

These test-wells and others are being levelled upon in the 
secondary level work and the basis for a more accurate map of 
the ground-water surface is being obtained. 

C— STREAM GAGING 

Permission has been obtained to construct weirs on five 
important streams and bids have been received for the work. 

In the meantime gagings of flow of all the important 
streams have been carried on by means of a current meter. 
There have been made altogether 83 of these measurements. 
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D— TEST-BORING 

The California stovepipe well rig is being assembled at 
Babylon. Much of the material has arrived or is on the way. 
The expert driller, Mr. George W. Catey, is inspecting all the 
tools and machinery and the men for his crew have been 
selected. 

Permission to occupy lands remote from habitation near 
Babylon for the proposed experiments with the stovepipe well 
is being secured and an alternative location is being looked 
into near Patchogue. 

SUMMARY 

Briefly, the triangulation work and the levels are well ad- 
vanced; the 2-inch test-wells are finished, and the stadia work 
will be begun the last of March, when the snow has disap- 
peared. These stadia surveys, as well as the proposed Cali- 
fornia stovepipe wells, will be started along the lines that the 
preliminary estimates, now being prepared, indicate to be most 
feasible for the aqueduct and the well locations. 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer. 
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BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

ENGINEERING BUREAU 

299 BROADWAY 

J. Edward Simmons 
Charles N. Chadwick 
Charles A. Shaw 

Commissioners 
J. Waldo Smith 

Chief Engineer 

New York, October 1, 1907. 
Board of W^\ter Supply, 

299 Broadway, New York City. 

Gentlemen : 

In accordance with your verbal request, I transmit the fol- 
lowing report regarding progress of the work in the Long 
Island department : 

'* Since the organization of the work in late October, 1906, 
we have made topographical surveys of the most probable lines 
of ground- water development along the south shore of Suffolk 
cotmty and of the proposed aqueduct from eastern Suffolk 
county to Ridgewood; gaged continuously the more important 
Suffolk county streams; driven 2-inch test-wells and made 
monthly observations by which to determine the surface of the 
ground-water within the watershed to be drawn upon by the 
proposed development; and investigated the deep water bear- 
ing strata near Babylon by means of large, deep wells of the 
California stovepipe type. 

** In addition to these investigations of the problems of col- 
lection and transportation of the Suffolk County waters to 
New York, we have made preliminary borings and surveys 
for the proposed pipe crossing in the Narrows, New York 
Harbor, from Bay Ridge, Brooklyn, to Staten Island, and have 
reconnoitered and surveyed several sites for distributing reser- 
voirs in Brooklyn borough. 

" Field offices have been established at Jamaica, Babylon, 
Patchogue and Center Moriches. 

TOPOGRAPHICAL SURVEYS 

" Beginning the first of last November, we established dur- 
ing the winter a system of triangulation from the Nassau-Suf- 
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folk County line as far as Quogue, tying up to Coast Survey 
points and covering a strip about five miles in width along the 
south shoref of Long Island. 

" Having completed this work of control, we began in May 
the survey of a location for the proposed ground-water devel- 
opment from Amityvilie to West Hampton, two to three miles 
from the salt waters of the south shore bays. The field work 
of the first line on this location is now completed and mapped, 
with the exception of half a mile on the grounds of the South 
Side Sportsmen's Club. Alternate locations are now being 
run south of the first line and these surveys are all but 
finished from Amityvilie to the Carman's river. 

" Branch lines into the center of the island in the valleys 
of the Connetquot brook and Carman's river have been sur- 
veyed above the bounds of the Sportsmen's Club and the Suf- 
folk Club. From the end of the main line at West Hampton, 
we have run about half way to Riverhead on the branch line 
proposed for the diversion of the Peconic river to the proposed 
south shore aqueduct. 

*' In July we placed parties in Nassau county and Queens 
borough and have since surveyed a location for the proposed 
aqueduct line from Suffolk county to the Ridgewood pumping- 
station of the Brooklyn works. The field notes have been 
worked up. and a portion of the line is plotted. 

" In brief, we have surveyed one complete line from Ridge- 
wood to West Hampton, 80 miles in length, 18 miles of alter- 
nate location near this line, and 10 miles of branch line into the 
center of the island. To accomplish this work, 155 miles of 
traverse have been run. 

STREAM GAGING 

" All important streams in southern Suffolk county and the 
Peconic river at Calverton are being gaged and the measure- 
ments of flow of the Massapequa creek are being continued 
at the station established in 1903 by the Burr-Hering-Freeman 
Commission. 

" Weirs were erected in May and June on eleven Suffolk 
County streams and at each a recording gage has since been 
maintained. At six other streams, where weirs could not be 
erected, current meter measurements have been carried on. 
The results of all these measurements have been worked up to 
the 1st of September. 
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" In connection with these stream gagings, three rainfall 
stations were established last year at Babylon, Center Moriches 
and Lake Ronkonkoma, respectively, to supplement the obser- 
vations of the U. S. Weather Bureau. 

TEST-BORING 

'' From November, 1906, to February, 1907, 12,342 linear 
feet of 2-inch test-wells were driven in the southerly portion 
of SuflFolk county from Amityville to Quogue and in the 
central and northerly portion of the island east of Port Jeffer- 
son and Patchogue. These wells were driven to a depth of 
30 to 100 feet into the yellow sands and gravels for the pur- 
pose of securing samples, defining the surface of the ground- 
water in this area and determining the ground-water catchment 
tributary to the development proposed. 

" After the location for the proposed aqueduct was defined 
with greater certainty than was possible at the time of this 
early work, about 4,500 hnear feet of 2-inch test-wells were 
laid out along the surveyed lines and of this amount about 1,000 
feet have now been driven, 

" In May of this year we completed the assembling of the 
California stovepipe rig, the most of which was ordered during 
the previous November and December. We then began the 
deep well investigations at the ** Babylon experiment station " 
in West I slip and have now completed two wells there, one 14 
inches in diameter, 812 feet deep, and a second 12 inches in 
diameter and 170 feet in depth. Very nearly two months were 
lost in July and August awaiting deliveries on stovepipe casing. 

" The first of these wells showed no gravel or coarse mate- 
rial from which water could be drawn below a depth of 100 
feet. The lower strata appeared to be made up of fine gray 
sands and clays. The character of the strata at this point hav- 
ing been established, the second of the group of three wells 
proposed at the experiment station was driven only to a depth 
of 170 feet, as stated. The third well, 16 inches in diameter, 
has just been started and will not exceed a depth of 200 feet. 

" It is proposed to pump these three stovepipe wells, to de- 
termine the delivery of this type of well in the Long Island 
gravels and the proper spacing of such wells in the proposed 
final development. Boilers, compressors and generator have 
been set up at this experiment station in a temporary house 
erected there. Air-lines have been laid and wooden flumes 
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constructed by which to discharge the water pumped from the 
wells beyond the ground-water catchment tributary to them. 
Two-inch test-wells have been driven about the stovepipe wells 
in order to study the depressions and movement of the ground- 
water and the interference of one stovepipe well with another. 
These wells were driven from 25 to 75 feet in depth and aggre- 
gate 4,000 linear feet. 

" Studies and mechanical analyses of the sands and gravels 
found in the stovepipe wells have been made at the experi- 
ment station and preparations have been made for the experi- 
mental filtration of the ground-waters there for the removal of 
iron. The iron contents of the waters appears, however, to 
be small and this w-ork will not probably be carried out. 

'* Other stovepipe wells have been laid out at intervals of 
three to five miles along the proposed line of development, be- 
ginning at Lindenhurst, where a portable building and casing 
pipe have already been placed. 

" Monthly observations have been made on representative 
test-wells in Suffolk county to learn the fluctuation in the sur- 
face of the ground- water. A ground-water map is in prepara- 
tion that will show the surface of the water-table on July 1 of 
this year. 

PIPE CROSSIXC; AT THE NARROWS 

" Three lines across the Xarrow^s from Bay Ridge, Brook- 
lyn, to Staten Island, Richmond borough, for the proposed pipe 
crossing have been investigated. Two-inch test-wells aggre- 
gating 4,000 linear feet were driven on these lines to a maxi- 
mum depth of 100 feet. Rock was probably found on the 
Staten Island shore at a depth of 85 feet. Elsewhere the 
borings showed only black silt, fine sand and clay. 

'* Surveys of the approaches to these lines have been made 
on both sides of the Narrows and the results are now nearly 
in shape to present. 

MISCELLANEOUS STUDIES AND OFFICE WORK 

" In addition to the reduction of the field notes and the plot- 
ting of our surveys on the rectangular co-ordinate system 
adopted, the computations of the stream gaging and the work- 
ing up of the ground-water ol)servations, much work of a gen- 
eral character has been accomplished. We prepared during the 
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first months of this year a report of the development of the 
proposed ground-water supply from Suifolk county and its 
probable cost delivered in Brooklyn borough. 

" We are still making some preliminary studies in connec- 
tion with this development. A study has been made of earth 
dams on the salt-water estuaries tributary to the south shore 
bays, by which to exclude the sea-water from the proposed 
wells and galleries, A preliminary design of type of infiltra- 
tion gallery which appears suitable for the Suifolk County de- 
velopment is now being made, with which to compare the cost 
of a well development there. 

" In connection with the above studies, a tide gage has 
been maintained on the Great South bay at Babylon for several 
lunations, to determine the relation between the B. W. S. datum 
and mean sea in the bay. The total range here is little over two 
feet and mean tide is about one foot above our datum plane. 

" Preparations are now being made to study the salinity of 
the waters of the Great South bay and measure the daily ebb 
and flow of the tide at Fire Island inlet, for the purpose of de- 
termining the danger of salt-water infiltration to the proposed 
ground-water works and the probable effect on the waters of 
the bay of diverting the fresh upland ground-waters." 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer, 
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BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

ENGINEERING BUREAU 

299 BROADWAY 

J. Edward Simmons 

Charles N. Chadwick ! 

Charles A. Shaw 

Commissioners 
J. Waldo Smith 

Chief Engineer 

New York, October 9, 1907. 
Board of Water Supply, 

299 Broadway, New York City. 

Gentlemen : 

As reported to you in Communication No. 2033, dated 
October 1, 1907, outlining the work which has been done on 
Long Island, this work is now in an advanced stage and it 
seems to be important that consideration be given to this entire 
problem with a view to ascertaining what legislation, if any, 
should be proposed for this winter. 

The Burr law leaves some doubt as to just what the re- 
strictions are. It would seem to be possible that it does not 
apply to underground waters or to streams on which filings 
were not made in conformity with the law. It was found that 
although filings wert made on the lakes and ponds, few, if any, 
filings were made on the streams. 

I respectfully suggest that it might be well to have the 
Corporation Counsel, through one of his assistants or through 
some special counsel designated for the purpose, make a spe- 
cial study of this law in order to determine the prohibitions 
on The City under it. It is generally considered that any water 
legislation sought for The City of New York should be ready 
to be introduced at the beginning of the session. It is for this 
reason that I am calling it thus early to your attention, in 
order that preparation may be made in advance. 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer 
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BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

ENGINEERING BUREAU 

299 BROADWAY 

J. A. Bensel 
• Charles N. Chadwick 
Charles A. Shaw 

Commissioners 
J. Waldo Smith 

Chief Engineer 

New York, May 21, 1908. 
Board of Water Supply, 

299 Broadway, New York City. 

Gentlemen : 

At a meeting of the Board on August 8, 1905, the following 
resolution was passed : 

" Resolved, That the Chief Engineer be, and he is hereby 
authorized and instructed to prepare a special report upon the 
water situation in Brooklyn, to be submitted to the Board of 
Water Supply as soon as practicable," 

At a conference in September, 1905, with the Chief Engi- 
neer of the Brooklyn division of New York's Department of 
Water Supply, Gas and Electricity, it was learned that struc- 
tures were already being planned by that department for the 
purpose of drawing upon the waters of Nassau county to the 
largest practicable extent, by means of infiltration galleries and 
additional wells, and through which it appeared probable that 
a repetition of the disastrous conditions of the preceding sum- 
mer could be avoided for several years to come. These facts 
were then reported to the Commissioners. 

In the report of the Board of Water Supply, made on Octo- 
ber 9, 1905, to the Board of Estimate and Apportionment, 
special attention was directed to the needs of Brooklyn borough, 
and it was said : 

" It must be recognized that the present needs of Brooklyn 
are even more pressing than the needs of Manhattan, and they 
have therefore already engaged the attention of your engineers. 
The water shortage in Brooklyn during the past season is 
almost without precedent in the history of a large American 
city. The consumption so outran the supply that there were 
hours in the day and even days at a time when houses on 
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upper levels are said to have been deprived of a public water- 
supply. 

'* In the course of this shortage resort was of necessity had 
to the throttling of gate-valves in street distributing pipes to 
lessen the pressure and choke the draft, so that in many parts 
of the City water could not be drawn in the upper stories of 
dwcUings during the working hours of the day. This throttling 
of water-gates invites a conflagration hazard which is not pleas- 
ant to dwell upon. 

" While Brooklyn should be given connections to the new 
supply from the north with all possible promptness, this re- 
lief is probably eight years off, and its quickest and cheapest 
source of relief is in the ground-waters of Long Island, particu- 
larly those of the region farther to the east than yet drawn upon 
for the City's supply. 

*' From this more easterly source a large surplus that now 
runs to waste into the sea could be taken for the use of Brook- 
lyn, Queens and Richmond, without injury to the local com- 
munities, and which would for a long time remain one of the 
cheapest and purest sources, too valuable to be disregarded 
even after the water from the Catskill sources is delivered to 
Brooklyn and Queens." 

On July 23, 1906, the Corporation Counsel rendered an 
opinion that the Board would be justified in making surveys 
in Suffolk county for an additional supply, and on September 
19, ^Ir. Spear was appointed and the work incidental to the 
organization of the Long Island department was begun. 

In compliance with your request of May 12, 1908, I present 
herewith, in the fewest words possible, a statement of progress 
in investigating the Long Island sources, and a summary of the 
conclusions reached on the best means of relieving the im- 
pending shortage of water in the Borough of Brooklyn and at 
the same time providing an additional supply of pure and 
wholesome water for meeting in part thef increasing require- 
ments of the Boroughs of Richmond and Queens. 

Appended hereto are a map. plan and profile showing the 
works proposed in form as required by statute, for submission 
to the Board of Estimate and Apportionment and to the Statef 
Water Supply Commission (See Sheet 4, Ace. 5602). This 
report refers chiefly to Brooklyn as the objective point for this 
supply, because that borough presents the most serious problem 
for the solution of which the Long Island sources are neces- 
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sary. Although Queens can be temporarily supplied from local 
sources by. new wells, it can be better supplied as a part of the 
comprehensive project herein outlined and any permanent 
future supply for Richmond must come through Brooklyn. 

The responsibilities of the immediate future being provided 
for by the Department of Water Supply, there has been time 
for the engineers of your Board to carefully extend the studies 
of the ground- water conditions existing in the deep saturated 
sand of Long Island, begun under the Burr-Hering-Freeman 
Commission on Additional Water Supply, and set forth in its 
report of November 30, 1903, pages 619 to 886. The Long 
Island department was therefore organized in your Engineer- 
ing bureau, and for 18 months past, a corps of engineers, assist- 
ants, and well borers, has been actively engaged in surveys of 
the water sources and in a study of the special problems of 
determining the quantity needed for the reasonable supply of 
Brooklyn, the safe yield of the Nassau County sources, and 
the quantity and quality of the subterranean water available in 
Suffolk county and the best means and the probable cost of 
obtaining a water-supply from these new sources and transport- 
ing it to Brooklyn borough. Special studies have also been 
made to meet any possible objections in Suffolk county to the 
acquirement of these sources of supply. 

These studies indicate that as much as 250 million gallons 
per day could be collected from Suffolk county in a year of 
minimum rainfall without directly tapping any of the surface 
streams or ponds and without serious injury to the interests 
of the Suffolk County towns. These communities would have 
a prior right to all water sufficient for their needs, however 
rapidly their population might increase, and this water could 
be furnished them from the proposed aqueducts should the 
diversion of the subterranean waters interfere with their pres- 
ent sources of supply. 

The cost of this supply from Suffolk county delivered into the 
distribution reservoirs of Brooklyn borough would be about the 
same per million gallons as the water from the Catskill sources, 
and studies have been made on a comprehensive plan to eventu- 
ally acquire a large supply from Suffolk county. For the 
present, however, it is proposed to build collecting works suffi- 
cient only to supply from 50 to 70 million gallons per day. 
These works would extend onlv 10 to 15 miles easterlv fn^m the 
Suffolk-Nassau County line. 
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The first supply from Suffolk county could, doubtless, be 
delivered to the City zvitliin four years from the time of actually 
beginning work and a portion might even be transported 
through the conduits of the present Ridgewood system in 
Nassau county unthin two years, while, on the other hand, it 
now appears that with good fortune attending the progress 
of all parts of the 100 miles of aqueduct with its deep siphons 
and tunnels between the Catskills and the Brooklyn reservoirs, 
water from the Catskill sources cannot be delivered by tunnel 
under the East river to Brooklyn in less than 8 years from the 
present time, and by that time a large part of the supply from 
the northern sources will he needed to meet the growing con- 
sumption in the Boroughs of Manhattan and The Bronx, 

THE NEED FOR IMMEDIATELY BEGINNING WORK 
FOR OBTAINING A SUFPLY OF SUB- 
TERRANEAN WATER FRO:\t 
SUFFOLK COUNTY 

The entrance of sea- water to some of the ground- water 
collecting works in Queens and Nassau counties has shown 
that the sources now supplying the Borough of Brooklyn are 
already overdrawn if a measure of their safe yield is their 
maximum delivery during years of low rainfall. Only the 
ample rainfall of the past two years has prevented a recur- 
rence of the incipient water famine which prevailed in the 
latter part of 1905. 

All water that could be secured for Brooklyn borough by 
additional works outside of Suffolk county would not provide a 
safe supply through the period which of necessity must elapse 
prior to the completion of the Catskill aqueduct to Brooklyn. 
In spite of the restraining influence of inadequate pressure in 
the street mains and the efforts of officials to prevent waste, the 
consumption of water in Brooklyn has increased in each year 
about eight million gallons per day over that of the preceding 
year. Doubtless the consumption will increase at a still more 
rapid rate during the next 10 or 20 years with the increase of 
population resulting from the completion of new bridges and 
tunnels to Manhattan and with a more liberal supply of water 
than has been furnished in the past. 

In the year 1907, the actual consumption of Brooklyn bor- 
ough was 145 million gallons daily including the water supplied 
by private water companies. A conservative estimate of the 
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rate of increase indicates that in 1916, the earliest date for 
delivery of Catskill water into Brooklyn, the consumption will 
exceed 225 million gallons daily, in addition to the increased 
demands of Queens borough which might not be supplied from 
local sources and in addition to a supply for Richmond borough. 

The greatest possible development of the sources in Nas- 
sau and Queefns counties available for the supply of Brooklyn 
borough would not yield more than 170 million gallons per day 
in such years of low rainfall as occurred on Long Island from 
1879 to 1883, and the yield would be still smaller if the rainfall 
should be as deficient as during the years from 1831 to 1849, 
During years of normal rainfall and with the largest reasonable 
development, the complete works could not provide a supply of 
more than 195 million gallons per day, but this cannot be con- 
sidered the safe supply from these works. There is even a 
probability that some of the present sources will have to be 
abandoned in the future because of infiltration of sea-water 
and the encroachment of population over the gathering ground. 

Early relief can only be secured from Suffolk county. If 
an ample supply be secured from these source's, the aqueduct 
and tunnel from Hill View rescfrvoir across the East river to 
Brooklyn, proposed in the report of October 9, 1905, and esti- 
mated to cost $4,344,000, can be deferred. 

THE SOURCE OF SUPPLY FOR THE PROPOSED 

WORKS 

As already stated, it is proposed to divert only the sub- 
terranean waters from Suflfolk county and not to draw directly 
from any of the existing ponds or streams. The test-borings 
have proved that strata of porous sand and gravel, saturated 
with water, extend substantially the entire length of Long 
Island, reaching from the so-called ** backbone " of the island 
southward to the sea. The source of this water is the rainfall. 
The character of the surface causes this to be absorbed more 
rapidly and in greater proportion than upon most watersheds 
in this part of the country, and it slowly percolates seawara, 
flowing underground at a rate seldom greater than one mile 
per year, so that by the time it reaches the proposed line of 
diversion it has received the most perfect filtration and purifi- 
cation from surface pollution. 

About 30 per cent, of the volume of sand or gravel is pore 
space, and the lowering of the plane of saturation in this deep 
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gravel over many square miles of area gives a storage reser- 
voir of enormous volume within which the varying rainfall and 
absorption at diffe'rent seasons is equalized and from which 
The City could draw, but from which one may not prudently 
take more than the average rainfall supplies. 

In addition to the underflow, there is at times, following 
heavy rainfalls, a considerable flow in various rivers and 
streams which now escapes to the sea unused, but which can m 
part be restrained in its course by impounding dams and thus 
caused to soak into the porous ground and be thus added to 
the natural ground- water. A few such reservoirs are provided 
for in the proposed works. 

TYPE OF DIVERSION WORKS PROPOSED 

It is proposed to divert this underground water in Suffolk 
county on a line nearly parallel to the south shore of the 
island, somewhat, back from the populous villages and the salt 
waters of the south shore bays in country now but sparsely 
settled and covered to a large extent with low growths of scrub 
oak and pine. On this line a right-of-way 600 to 1,000 feet 
in width would be acquired for the proposed works by which 
the supply would be collected and transported to New York 
City. 

According to the present plan, the ground-waters would 
be gathered by means of wells about 100 feet to 200 feet in 
depth, spaced 500 to 1,000 feet along the center of this right-of- 
way. By means of suitable pumps operated from one or more 
central power-stations, the water collected in the wells would 
be delivered into the aqueduct through which it would be con- 
veyed to the City. 

It is proposed to transport the entire Suffolk County supply 
to Brooklyn borough in a continuous gravity aqueduct of 
masonry having a nominal capacity not exceeding 250 million 
gallons per day. At the westerly end of this aqueduct in 
Brooklyn borough a pumping-station is proposed to lift the 
water to a covered distribution reservoir at the elevation nec- 
essary to give it the desired pressure in the distribution pipes. 

EXTENT OF WORKS PROPOSED 

As already stated, the intake works proposed for construc- 
tion in the near future comprise only the works appurtenant 
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to from 10 to 15 miles of aqueduct extending easterly from 
the SufFolk-Xassau County line approximately parallel with 
the south shore. 

Studies of the yield of certain wells in Nassau county 
that have been operated many years for the supply of Brook- 
lyn, demonstrate that a yield of 70 million gallons daily may be 
expected from the proposed collecting work on this first 15 
miles of line. This quantity is deemed sufficient for the imme- 
diate need of additional supply in the Borough of Brooklyn, 
but it is proposed to build the aqueduct all the way to the pro- 
posed pumping-station near Ridgewood of a capacity such that 
it could convey a volume of water of about 250 million gallons 
daily and thus be available for the extension of these works 
eastw^ard from time to time to any required extent along the 
location shown on the accompanying map (Sheet 4, Ace. 5602). 
And application should now be made to the State Water 
Supply Commission for the appropriation of the waters for the 
entire length shown for the purposes herein described. 

The ground is exceptionally favorable for the cheap con- 
struction of a large aqueduct of concrete of the so-called " cut- 
and-cover " type, and after studies of aqueducts of various 
dimensions, it is found that the additional cost of building the 
aqueduct of the full size is much less than it would cost to 
build a 100-million or 1 50-million-gallon aqueduct at present 
and supplement it 10 or 20 years later by a second parallel 
aqueduct. 

By having this aqueduct of the size proposed, it would 
greatly simplify the work of extension, corresponding to 
g^rowth in population and, moreover, it would serve to safe- 
guard The City against the possible breaking of the present 
aqueduct, a part of which is now very old, and under present 
conditions cannot be shut off for a single day for inspection or 
repairs. The water from the present driven wells and infiltra- 
tion galleries of Nassau county could, in case of accident, be 
very quickly turned into the proposed new aqueduct through 
suitable connections, pending repairs or reconstruction of the 
old conduits. 

FUTURE BRANCH LINES TO INTERIOR VALLEYS 

In order that the works now to be built may form part of a 
comprehensive system and be well adapted for future exten- 
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sion a comprehensive study has been made of all the sub- 
terranean water resources of Suffolk county. 

With a view to developing these resources to the fullest 
reasonable extent in the somewhat distant future, and in order 
to safeguard the supply in the case of the recurrence of years 
of exceptionally low rainfall, such as are of record in the past, 
without being compelled to pump the wells along the aqueduct 
line to an extent that would cause serious disturbance to local 
interests, or that would endanger the drawing in of salt or 
brackish water to the porous sands from which the supply is 
to be drawn, provision has been made for certain branch lines, 
shown on the accompanying map (see Sheet 4, Ace. 5602), 
and extending up along several of the valleys to the interior 
of the island, from which a large quantity could be diverted 
by deep pumping and in effect utilizing the interstices in these 
vast masses of saturated gravel as storage reservoirs to be 
drawn on during the period of low rainfall and left to fill again 
during the years of abundant rainfall. 

ESTIMATED COST OF WORKS 

For the first installment; consisting of about 15 miles in 
length of collecting aqueduct and wells in the western end of 
Suffolk county, including costs of land, damages, legal ex- 
penses, construction costs for wells, power-plant and acces- 
sories. Construction of the conveying aqueduct of mean 
capacity not exceeding 250 million gallons daily from Suffolk 
county to Brooklyn borough, also the construction of the 
pumping-station there. 



Estimated yield 70 million gallons daily 

Estimated cost complete $21,742,000 



A portion of this supply, perhaps 50 million gallons per 
day, might be delivered to the City through the proposed 72- 
inch pipe-line and the pumping-stations projiosed in Nassau 
county by the Department of Water Sui)ply. This amount of 
water could be obtained by the construction of about 10 miles 
of the collecting aqueduct and wells proposed above and by 
the extension of the main aqueduct about 2 miles into Nassau 
county to connect temporarily with the Brooklyn works. The 
estimated cost would be $7,153,000, exclusive of the expendi- 
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ture for the 72-inch pipe and pumping-stations by the Depart- 
ment of Water Supply. 

The estimated rate of expenditure year by year would be 
approximately as follows: 



Preliminary, land, etc $1,000,000 

1st year of actual construction 2.500,000 

2nd year of actual construction I{. 700.000 

Total preliminary stage $7,100,000 



Substantial completion 
of preliminary stage 
for 50 million gallons 
daily 



3rd year of actual work $3,500,000 ] Completion for develop- 

4th year of actual work ... 6.000.000 \ ment of 70 million 

6th year of actual work 5.000.000 J gallons daily 

Additional first stage $14,500,000 

Total completion of first stage $11,700,000 



Following this first stage, the collecting aqueduct could be 
extended eastward gradually to meet the growing demand and 
corresponding additions made to pumps and power-plants at 
3-year or 5-year intervals as needed. 

Outline plans, surveys and estimates of cost have been 
made for the entire project shown in the plans and profiles 
submitted herewith. These show that for this complete de- 
velopment of Suflfolk County sources to be attained perhaps 
30 years hence, and capable of delivering a volume of water 
not exceeding 250 million gallons daily exclusive of the 
branches to the interior valleys the total cost would be $40,- 
479,000, making this water cost delivered in Brooklyn borough 
$39 per million gallons. 

Adding the branch lines in order to avoid lowering the 
water-table so severely near the aqueduct line in case of a 
series of years of very low rainfall, the total cost would be 
increased to $47,173,000, making the water cost delivered in 
Brooklyn borough $44 per million gallons. 

In considering the expenditure for collecting works in Suf- 
folk county on a comprehensive scale, it should be remembered 
that the cost per million gallons is ultimately about the same 
as for the Catskill water and that its use will serve to postpone 
the date for the Catskill extensions, and that by a connection 
between the main arteries of Manhattan and Brooklvn the 
two boroughs would be better safeguarded than if all the 
additional water must come from the north. 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer. 
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We have given careful study to the subject matter of the 
above report and concur fully in thef statements and conclu- 
sions presented therein. 

JOHN R. FREEMAN, 

Consulting Engineer. 

WM. H. BURR, 

Consulting Engineer, 
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BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

299 BROADWAY 

Commissioners 
J. A. Bensel 
Charles N. Chadwick 
Charles A. Shaw 
Thomas Hassett, Secretary 

New York, June 8, 1908. 

Hox. George B. McClellan, Mayor, 

L hair man of the Board of Estimate and Apportionment, 
City Hall, New York. 
Sir: 

Under date of October 9, 1905, we sent you in accordance 
with Chapters 723 and 724 of the Laws of 1905, a report upon 
certain sources of additional water-supply for The City of New 
York, the development of which was therein estimated to cost 
$161,857,000. These sources were the Esopus, Schoharie, 
Rondout, Catskill and certain minor watersheds in the Cat- 
skill mountains. This report was accompanied by a map, plan 
and profile of the proposed works, and said report and map 
were duly approved by your Board October 27, 1905, and with 
the exception of the Schoharie watershed and except also in 
certain minor respects, by the State Water Supply Commission 
May 12, 1906. Work is now proceeding pursuant to the 
authority thus granted. 

Since August 8, 1905, this Board has been investigating 
carefully thef situation of water-supply on Long Island and the 
necessary development of this supply for the purposes of sup- 
plying the Boroughs of Brooklyn and Richmond. We here- 
with present the plan for submission to the State Water Supply 
Commission for approval, which plan is for the development of 
the underground water sources of Suffolk county, these being 
additional sources not included in the general plan of October 
9, 1905, or in the estimate of the money required to carry out 
thef same. 

In carrying out this plan the studies made by this Board 
show the following: 
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Time of delivery of first water to conduits of 

Ridgewood system at Suffolk County line. ... 2 years 

Cost of said two years' work $7,200,000 

Time of delivery of first water to Brooklyn with- 
out use of conduits of Ridgewood system. ... 4 years 

Cost of said four years' work $16,700,000 

Time of development of first installment of 

70,000,000 i^allons daily 5 years 

Cost of said five years' work, including full size 
concrete cut-and-cover aqueduct to Brooklyn 
and pumping-station in Brooklyn $21,700,000 



The country is exceptionally favorable for the cheap con- 
struction of this type of aqueduct, and the best economy dic- 
tates that the aqueduct shall be constructed of full size rather 
than to be constructed in the first instance of smaller size and 
later supplemented by another aqueduct. 

Outline plans, surveys and estimates of cost have been 
made for the entire project shown on the plan and profile 
submitted herewith. These show that for the complete develop- 
ment of the Suffolk County underground sources, yielding 
about 250,000,000 gallons per day, the cost will be $47,173,000. 

In considering the expenditures for collecting works on a 
comprehensive scale, it should be remembered that the cost 
per million gallons is ultimately about the same as for the Cat- 
skill water and that its use will serve to postpone the date of the 
Catskill extensions, and that by a connection between the main 
arteries of Manhattan and Brooklyn, the two boroughs will be 
better safeguarded than if all the additional water must come 
from the north. 

The land to be taken is sparsely settled and covered with 
low growths of scrub oak and pine, and will consist of a right- 
of-way from 600 to 1,000 feet in width along which will be 
driven the necessary wells. These wells will be operated from 
one or more central power-stations and will deliver their water 
into the aqueduct which will conduct the supply to the 
Brooklyn pumping-station. 

Since our investigations on Long Island commenced, the 
necessity for the development of Suffolk county has become 
acute on account of the increasing shortage of water in 
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Brooklyn and Queens and on Staten Island. The entrance of 
sea-water to some of the ground-water collecting works in 
Queens and Nassau counties has shown that the sources now 
supplying the Borough of Brooklyn are already overdrawn if 
a measure of their safe yield is their maximum delivery during 
years of low rainfall. 

If your Board and the State Water Supply Commission 
approve the plan herewith presented, it is our purpose to take 
and divert only the subterranean sources in Suffolk county 
with due regard for the rights and interests of the inhabitants 
of said county and not to divert into the City aqueduct water 
from any surface streams or natural ponds. 

We forward to you herewith a general map, plan and pro- 
file of the proposed works (Sheet 4, Ace. 5602), and re- 
spectfully request that in accordance with Section 3 of Chapter 
724 of the Laws of 1905, as amended by Section 1 of Chapter 
314 of the Laws of 1906, your Board will appoint a day for a 
public hearing and give at least eight days' public notice 
thereof as directed by said statute. 

We respectfully request that when and if said map shall be 
approved by your Board, the same be signed and certified and 
forwarded to the State Water Supply Commission as soon as 
practicable, and that the CorfX)ration Counsel be requested by 
your Board to prepare the necessary petition and other papers 
and to take the other steps necessary for submission of this 
application to said Commission. 

Respectfully, 

J. A. BEXSKL, 
CHARLES N. CHAD WICK, 
CHARLES A. SHAW, 
Com missioners, 

Board of Water Supply. 
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BOARD OF WATER SUPPLY 

CITY OF NEW YORK 

ENGINEERING BUREAU 

ZB BROADWAY 

J. A. Bensel 

Charles N. Ciiadwick 

Charles A. Shaw 

Commissioners 
J. Waldo Smith 

Chief Engineer 

New York, June 12, 1908. 

Board of Water Supply, 

299 Broadway, New York City. 

Gentlemen : 

At a meeting of the Board on August 8, 1905, the following 
resolution was passed : 

** Resolved, That the Chief Engineer be and he is hereby 
authorized and instructed to prepare a special report upon the 
water situation in Brooklyn, to be submitted to the Board of 
Water Supply as soon as practicable.'' 

As legislative restrictions prevented the taking of water 
from Suffolk countv. it was considered that the above rcsolu- 
tion applied particularly to Nassau county. By conferring with 
the Chief Engineer of the Department of Water Sui)ply, Gas 
and Electricity for the Borough of Brooklyn, it was learned 
that plans were already under way in that department for the 
development of the sources of Nassau county to the largest 
extent practicable. For this reason it seemed unwise and un- 
necessary for this Board to formulate any plans for obtaining 
water from that county and it was so reported. 

The legislative restriction on Suffolk county was set forth 
in the hearings before the State Water Supply Commission on 
the Catskill plan, including the statement that supplies from 
both the Catskills and Suffolk county would be advisable, if 
The Citv were free to take the latter. 

It was also stated in the report of October 9, 1905, that 
Brooklyn must look for immediate relief to the water in the 
deep sands of Long Island. 

From the investigations and report of the Burr-Hering- 
Freeman Commission, it appears plain that if the present rate 
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of increase in consumption continues, Brooklyn cannot be 
properly asked to wait for the new supply from the north. 

From the studies of the ground-water supply presented in 
the report of John R. Freeman, Civil Engineer, to Bird S. 
Coler, Comptroller, in the year 1900, and particularly from 
the more elaborate investigation of the Long Island under- 
ground sources made by the Burr-Hering-Freeman Commis- 
sion, it is plain that the additional sources most quickly avail- 
able for relieving the great need of Brooklyn for more water, 
are to be found on Long Island, and no effort should be spared 
to make all those sources available. Nevertheless, Brooklyn 
must also be in part supplied from the Catskill sources, and, 
as already mentioned, a branch aqueduct for this purpose is 
shown on the accompanying map (Sheet 4, Ace. 5602). 

Your Engineering Dq)artment has already begun studies 
directed toward the further exploration of the deep under- 
ground sources of Long Island, and, purely as a matter of 
obvious and prompt relief as well as of good engineering, re- 
gardless of present legislative limitations, feels it incumbent 
as a matter of engineering to record the fact that w^hile Brook- 
lyn should be given connections to the new supply from the 
north with all possible promptness, this relief is probably eight 
years off, and that its quickest and cheapest source of relief 
is in the ground-waters of Long Island — particularly those of 
the region farther to the east than that yet drawn upon for 
the City supply. From these more easterly sources a large 
surplus that now runs to waste into the sea could be taken for 
the use of Brooklyn, Queens and Richmond without real in- 
jury to the local communities, and it would for a long future 
remain one of the cheapest and purest sources, too valuable 
to be disregarded, even after water from the Catskill sources 
is delivered to Brooklyn and Queens. 

Fortunately the structures required for securing this 
ground-water and delivering it into Brooklyn are of a simple 
character, permitting very rapid construction and therefore 
early relief, providing existing complications can be met and 
overcome. 

The responsibility for the temporary relief of Brooklyn 
being immediately provided for by the Department of Water 
Supply, Gas and Electricity, there was time for the engineers 
of your Board to carefully consider the problem of obtaining 
a permanent supply from the region east of Nassau county. 
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During the latter months of 1905 and the early part of 190() 
this was kept constantly in mind, and studies progressed in 
this office so that on May 23, 1906, a report was made to the 
Board recommending that extensive surveys and investigations 
be made in order to determine the best plan for developing the 
water sources of Suffolk county and so as to be able to show 
just what The City proposed to do. This report also sug- 
gested that the Corporation Counsel be requested to give an 
opinion as to whether the Board, in view of the restrictive 
legislation affecting Suffolk county, had the right to carry on 
the preliminary work necessary for the preparation of a plan 
for taking the water from that county. This request was 
made, and on July 23, 1906, an opinion was rendered stating 
that the Board was justified in making surveys and investiga- 
tions in restricted localities and spending the funds appro- 
priated for the Board on such investigations, so far as might 
be deemed necessary. 

Steps w^ere immediately taken toward the organization of 
the Long Island department and outlining plans for a complete 
investigation of the Suffolk county sources. On September 
19, 1906, ]Mr. Walter E. Spear was appointed division engi- 
neer and on October 19 he reported for duty, being placed 
in charge of the work on Long Island, with instructions to 
make the surveys and investigations necessary for the prepara- 
tion of a plan which contemplated the eventual development of 
all the readily available supply of water in southern Suffolk 
county. 

On March 15, 1907, and October 21, 1907, I made special 
reports regarding the progress of these investigations to those 
dates. 

On December 4, 1907, I gave you a very complete outline 
of the entire work, together with the special studies then near- 
ing completion. 

On May 21, 1908, I submitted a report and plan describing 
the source of and manner of obtaining a supply of water from 
Suffolk county. 

The preliminary work now being completed, I beg to 
submit the detailed report of the investigations, surveys, 
studies and plans, made under my direction, looking to the 
development of a water-supply from Suffolk county and con- 
veying it to the Borough of Brooklyn. 

The present investigations, supplementing those carried on 
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by the Burr-IIering-Freeman Commission in the year 1903, 
have been very thorough and comprise among others inquiries 
into the amount of ground-water available and the best method 
of developing it ; the effect on vegetation of a possible lower- 
ing of ground-water level ; the effect of the reduction of the 
ground-water flow on the oyster industry; a thorough study 
of the maximum yield from both Nassau and Suffolk counties ; 
the general design of the necessary works for developing this 
supply, including pumping-stations and other equipment, and 
an estimate of the cost of the entire project, made in detail for 
the successive stages of the development. 

The work of the Long Island department was begun on 
October 19, 1906, and immediately following this date, a corps 
of engineers was collected and organized into three sections. 
The office of the department was established at Babylon, Long 
Island, and field offices were secured at Patchogue and East- 
port. 

As a basis for the topographical surveys a triangulation 
system was established and careful lines of levels run over the 
entire area to be covered by the examinations. 

In order to supplement the rainfall stations maintained by 
United States Weather Bureau three other gages were estab- 
lished, one each at Babylon, Lake Ronkonkoma and Center 
Moriches. 

The flow of twenty of the larger streams in Suffolk county 
has been continuously measured and careful observations have 
been made on some of the smaller ones. On eight of these 
larger streams the gaging has been done by means of weirs 
especially constructed for this purpose. 

In order to determine the ground-water levels 504 test- 
wells, 2 inches in diameter, averaging from 30 to 100 feet in 
depth, were driven in the territory between Amityville and 
Quogue, and Port Jefferson and Riverhead. In addition to 
these wells, observations were made on the water of practically 
all ponds, lakes and existing wells within Suffolk county. In 
connection with this work about 2,600 samples of the sands 
and gravels penetrated by these wells have been preserved and 
in order to determine the period and amount of fluctuation of 
the ground-water surface, monthly measurements of its hight 
have been made on representative test-wells. 

For the purpose of determining the best means of securing 
the deep ground-waters as well as to aid in the design of the 
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well stations, it was deemed advisable to drive a number of 
large deep wells and pump from them for a sufficient length 
of time to establish, for this purpose, the extent to which the 
ground-water may be locally developed. An outfit for driving 
California stovepipe wells from 12 to 16 inches in diameter was 
obtained and 8 test-wells have been put down. Three of these 
wells, in West Islip, were fitted up with air-lift systems and 
the pumping experiments carried out on them. The other hye 
wells served the purpose of delimiting the extent and showing 
the character of the deep sands and gravels. Many other 
collateral studies bearing on the question of obtaining these 
waters together with estimates of cost and design of structures 
were also made. 

YIELD OF QUEENS AND NASSAU COUNTY SUP- 
PLIES 

The Borough of Brooklyn is now supplied with water from 
the works of the Ridgewood system in Queens and Nassau 
counties and from several small municipal and private water- 
works located within the borough limits. 

The Ridgewood system, which furnishes about 85 per cent, 
of the entire present supply, has a catchment area, which 
could easily be developed, of 159 square miles. The calcula- 
tion of the yield of this system for the years 1905, 1906 and 
1907 (below, equal, and 12 per cent, above the average rainfall 
respectively) shows that the total safe present yield may be 
estimated at 117 million gallons daily. A complete develop- 
ment of the entire 159 square miles would give a total safe 
yield, during years of normal rainfall, of 155 million gallons 
daily, but in a period of dry years the safe yield would not be 
in excess of 138 million gallons daily. 

The sources now supplying Brooklyn, other than the Ridge- 
wood system are estimated to have a safe yield during years 
of average rainfall of 32 million gallons daily, and a complete 
development within the limits of the borough would yield a 
total of 40 million gallons daily during the years of average 
rainfall, but not more than 30 million gallons daily during a 
period of dry years. 

It is evident, therefore, that the pre'sent area developed to 
its fullest capacity cannot be depended upon to yield contin- 
uously more than 170 million gallons daily. These capacities 
are clearly shown in the following table : 
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YIELD IN MILLION GALLONS DAILY 



Ridgcwood System 

Present 

Under construction 

Possible 

Total 

All other works within Borough limits. 

Present 

Under construction 

Possible 

Total 

Grand total 



Catchment 


In A Year 
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A Year 


Area 
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7 
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♦The low rainfall yield in this table represents the probable delivery of the works 
during the next few years should they be dry ones. The hiv^h rainfall of the past few 
years has tilled the ^rouml-water reservoirs and this stora^je will be drawn upon for 
several years to come. Should the rainfall continue below the normal for say five con- 
secutive \ears, the total yield from these sources might not be over 150 million gal- 
lons daily 

THE COXSU.MrTlOX OF WATER IX THE BOROUGH 

OF BROOKLYX 

The jiopiilation of r>rooklyn is estimated at 1,470,000, and 
the average supj)!}- from all sources in 1907 was 145 million 
gallons daily. The per capita consumption of 9S.6 gallons per 
day during that year was low, due to the fact that the supply 
had been insufficient for some years and to the reduced pres- 
sures which were maintained in the distribution system. Since 
1902 the consumi)tion has been greater than the supply which 
the present works would have yielded had the rainfall during 
the intervening years been normal : but, inasmuch as dur- 
ing this period the rainfall was about 3 inches in excess of the 
normal no j^articular trouble was had. In the case of a full 
development of all the supplies in western Long Island and 
in the event of a period of low rainfall, the total available 
supply will hardly be sufficient for the needs of Brooklyn 
throuirh the vear 1910. 



'fe' 



URGEXCY OF THE XEED FOR RELIEF OF BROOK- 
LYN BOROUGH 

It is evident, therefore, that an additional supply of water 
from sources outside of w^estern Long Island should be made 
available at the earliest possible time as some water from them 
mav be needed bv the year 1910. Xo relief can be obtained 
from the Catskill sources for it will be impossible to complete 
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these works to the extent necessary to deliver water to Brook- 
lyn, at the earliest, before 1916. The only source which can, 
within a reasonable time, be made available after the full de- 
velopment of the present supplies lies in the ground-waters of 
Suffolk county and steps should at once be taken to develop 
them. 

The works necessary to collect and transport these waters 
to the City cannot, however, be completed for several years, 
and, in the meantime, the present available sources in western 
Long Island should immediately be developed to their full 
capacity in order to prevent the possibility of the occurrence of 
a s.erious shortage before relief can be obtained from the Suf- 
folk County sources. 

SUPPLY FROM SUFFOLK COUNTY GROUND- 
WATER SOURCES 

The ground- water from the south side of Long Lsland 
would be pure and wholesome, except for the small amounts 
of mineral salts usually found in such waters. It would be 
free from any pollution or infection. It would be clear and 
colorless and its appearance, taste and temperature would be 
pleasing. 

It is proposed to make available for the use of New York 
City all of the deep ground- waters that aref not needed for 
local use in southern Suffolk county from the Nassau county 
line to Shinnecock bay, and to include also the surplus ground- 
waters of the coarse sands and gravels in the Peconic valley. 

Area of and Rainfall on Suffolk County Watershed 

The total watershed area proposed to be so made avail- 
able is 332 square miles, of which 38 square miles are included 
in the Peconic area. The average annual rainfall on this area 
is estimated to be 46 inches, and estimating that 37 per cent, 
of this can reasonably be made available, a total of 265 million 
gallons daily could be obtained, provided that an adequate 
amount of ground-water storage is available. During extremely 
dry periods ample storage can be obtained from the interior 
of the island by means of branch aqueducts and wells to be 
used only during such dry periods as cause unusual deple- 
tion of the ground-waters along the south shore. 
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Population on Suffolk County Watershed 

The resident population on this watershed is 39,000, of 
which number only 17,000 are within the area which would be 
affected by the operation of the works. It is not probable that 
50 years hence the population will exceed 150,000, and if this 
number were to be provided with water they would probably 
require not more than 15 or 20 million gallons daily, and this 
amount, in making- an estimate, should be reserved for the uses 
of the resident population. It is safe, therefore, to say that for 
many years New York City can secure 250 million gallons 
daily from these Suffolk county sources. 

METHOD OF COLLECTING THE GROUND-WATER 

A line of deep wells at intervals along the center of a right- 
of-way 600 to 1,000 feet in width would be put down. Such a 
width of right-of-way would be necessary to prevent en- 
croachment of buildings and the consequent danger of pollu- 
tion. This right-of-way would be located in a sparsely settled 
and but little cultivated country, consisting as it does, largely 
of scrub oak and pine barrens. This location would be north 
of thef large villages and some distance from the ponds on the 
south shore, and also sufficiently distant from the sea to cut 
down to a minimum the possibility of the infiltration of salt. 
The water would be pumped into the collecting aqueduct by 
means of deep well pumps and electric motors, each motor 
being operated independently from substations located at in- 
tervals of about 4 miles, the central power-station being located 
on Great South bay near Patchogue. 

Reservoirs to Prevent Ingress of Salt 

In order to be positively sure that no salt would be drawn 
in from the ocean 12 dams would be built on the estuaries of 
the 12 larger south shore streams for the purpose of creating 
reservoirs of fresh water, which would tend to hold back and 
prevent the ingress of the salt. 

Provisions to Maintain Supply During Very Dry Periods 

In order to offset the continuous drain upon the ground- 
water which would be necessary during the periods of low 
rainfall, three branch aqueduct lines would be run to secure 
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the water stored in the deep strata in the center of the island. 
Deep wells would be driven along these lines, but pumping 
from them would only be done during periods of extreme 
drought. 

Development of the Peconic Valley Waters 

The ground-waters in the Peconic valley would be devel- 
oped by means of a line of wells along the south bank of the 
river from Riverhead to Calverton, and a pumping-station at 
Riverhead would deliver the water over the divide into a 
gravity aqueduct which w-ould connect with the main aque- 
duct near Quogue. 

Conservation of Surface Flood Flow's 

The flood flows of four of the larger streams would be 
caught in small storage reservoirs above the main line of the 
collecting works and wells driven around their margins so that 
the water contained in these basins would be drawn down 
through their sandy bottoms and thus purified. These wells 
would be in operation only when the flow of the streams is 
in excess of their normal discharge. 

PROTECTION OF SUFFOLK COUNTY INTERESTS 

Present use of Water 

The amount of water now being used for the purpose of the 
resident and transient population is relatively small, being 
about 6 million gallons daily for domestic and commercial uses, 
and about 80 million gallons daily for w^ater-power. The 
waters of most of the surface streams are now running unused 
into the sea. The water necessary for domestic and commercial 
uses, would, in case of the development of these sources, be 
supplied by New York City at a reasonable price should the 
proposed works interfere with the present supply, and assur- 
ance should be given to all of the towns and villages that New 
York will always provide for them in the future as their popu- 
lation increases. 

^Iaintenance of Surface Streams and Ponds 

Surface streams and ponds would possibly be slightly 
lowered by the draft on the ground-waters but in this event the 
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water-power could probably be replaced by steam or electric 
plants at small expense, and the ponds maintained at their 
present spillway elevation by delivering to them sufficient 
water to accomplish this purpose, just as Brooklyn is now doing 
in the case of the lower Alassapequa pond. Little of the 
water so used would be lost because most of it would be drawn 
back to the collecting works through the bottoms of the ponds, 
thus establishing a beneficial circulation. The cost of thus 
caring for these ponds would be that of pumping the amount 
of water necessary to keep them full, but this would be, to 
some extent at least, offset by the beneficial influence which they 
would exert toward protecting the collecting works against the 
entrance of sea-water. 

Effect on Agricultural Interests 

The ele\ation of the water in the wells of the few farms 
located north of the south shore villages would be lowered 
somewhat but the total resulting damages to crops would be 
very small. 

Investigations have shown when the ground-water level is 
over 5 feet below the surface of the coarse Suffolk County soil 
that no moisture reaches either the surface or the roots of 
vegetation through capillary action. Ninety-three per cent, 
of the entire catchment area now receives all of its moisture 
from above, none of it coming from the ground-water. 

The Suffolk County catchment area proposed to be de- 
veloped is 212,000 acres. Of this total area, that within which 
the surface of the soil is less than five feet above the ground- 
water and within a mile of the main collecting works aggre- 
gates only 10,100 acres or 4.8 per cent, of the wliole. Included 
in this 10,100 acres are 4,000 acres of water surface and swamp 
area which latter would be benefited by any lowering of the 
ground-water level. Of the remaining 6,100 acres it is esti- 
mated that only 850 acres or only 0.4 per cent, of the entire 
watershed area are under cultivation. 

Effect on the Oyster Industry 

The oyster industry of the Great South bay is one of con- 
siderable importance, and in order to show that the diversion 
of the ground-waters would not cause great damage to it, a 
careful study of the question was made. The results obtained 
indicate that about 85 per cent, of the present oyster-beds 



40 REPORT OF CHIEF ENGINEER 

would, after the diversion of the ground-waters has been ac- 
complished, stilh be within the limit of salinity favorable for 
oyster culture; that about 6 per cent, might be slightly injured 
but that over 9 per cent, of the area of the bed suitable for this 
purpose would actually be improved. The net result of the 
diversion would, therefore, be a substantial improvement of the 
conditions necessary for successful oyster culture, in both Great 
South bay and Shinnecock bay. 

Resulting Direct Advantages 

Among the direct advantages to be gained by Suffolk 
County residents may be mentioned the building of new high- 
ways parallel to the south shore, and the resulting increased 
accessibility of the large areas of the island ; much money will 
be expended in the county for property, for labor and for 
material ; thef quality of the water supplied to the villages from 
the proposed works will be materially better than that which 
they now have and many improvemefnts will be made by The 
City on its right-of-way and in connection with its works. Here, 
also, should be mentioned'both the improvement in the appear- 
ance and navigation of the estuaries, the mouths of which are 
to be closed by dams, for the purpose of forming fresh-water 
ponds. 

VALUE OF THE DAMAGES DUE TO LOWERING THE 

GROUND-WATER 

The damages resulting from thef lowering of the ground- 
water level would be smaller, the wider the right-of-way taken, 
since the depression of the water-table outside a wide right-of- 
way would be comparatively small. 

On account of the operation of the present well systems in 
Queens and Nassau counties, many actions for damages have 
been brought against The City. The amount of the award in 
particular cases has been influenced by the location of the 
property with reference to the pumping-station, by ther relative 
elevation of the water-table, by the data available to The City 
for the defense by the way in which the case was presented and 
by the judge before whom it was tried. From 1902 to 1906 
most of the cases were settled without formal trial, and the 
awards made during the period were greater than those in 
previous years. 
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So far as possible all suits against The City and their dis- 
position have been brought together and compiled. This study 
shows that 133 suits have been brought; that 30 of them arc 
still pending; that the total amount claimed was $1,508,061 
and that the awards in 103 cases aggregated $201,486 on a to- 
tal amount claimed of $1,285,279. 

TRANSPORTATION OF THE SUPPLY TO NEW YORK 

CITY 

The plan contemplates the construction of a concrete cut- 
and-cover aqueduct having a capacity of 250 million gallons 
daily from Great River to Brooklyn borough at a point near 
the present Ridgewood pumping-station. East of Great River 
the aqueduct would diminish in size approximately in propor- 
tion to the drainage area above it until at a point near Quogue 
its capacity would be SO million gallons dail)/-. This aqueduct 
would conve\' the entire supply by gravity and for nearly its" 
entire length would be on the hydraulic gradient, there being 
only three comparatively small siphons. 

The capacity of the Peconic aqueduct would be SO million 
gallons daily, and that of the three branch aqueducts to the 
center of the island would also be 50 million gallons daily each. 
Aside from the lift over the Peconic divide, the efntire supply 
after being delivered from the wells into the aqueduct would 
flow freely to the Borough of Brooklyn, there to be either 
pumped into a reservoir or directly into the distributing mains. 

ORDER OF CONSTRUCTION AND COST OF SUF- 
FOLK COUNTY WORKS 

The first step in this development should be one looking 
toward the delivery of 50 miUion gallons daily by the year 
1910, if possible. This could be done at a cost of about 
$7,153,000 or about $37.80 per million gallons, by slightly in- 
creasing the slope of the hydraulic gradient of the 72-inch steel 
pipe which the Department of Water Supply- plans to extend 
from Clear stream to Massapequa, and by constructing the 
first ten miles of the SuflFolk County collecting works and 
building the necessary conduits to conduct this supply to the 
pumping-stations, which the Department of Water Supply pro- 
poses to build at Massapequa and Wantagh. 

The next step in the development of this supply would in- 
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elude the construction of the main aqueduct, full size, from 
Ridgewood in Brooklyn to Great River, together with the 
further development of these 15 miles in Suffolk county. This 
can be done at a cost of about $21,742,000 and would result in 
a supply of 70 million gallons daily at a cost of about $62.20 
per million gallons. 

The next stage would include the development of the 15 
miles between Great River and South Haven from which, to- 
gether with the works already completed, a yield of 150 mil- 
lion gallons daily could be obtained, at a cost of about $30,262,- 
000 or about $44.50 per million gallons, while for an estimated 
cost of about $38,355,000, 220 million gallons daily at a cost of 
about $40.10 per million gallons, can be obtained by developing 
the remainder of the south shore, 19 miles in length, to a point 
near Quogue. The collecting works necessary for developing 
the Peconic valley would raise the cost of the development to 
about $40,479,000 and the total supply to 250 million gallons 
daily during average years at a cost of about $39.20 per 
million gallons. To this latter figure, however, must be added 
the cost of the three branch aqueducts to the center of the 
island, which are necessary, in order to maintain the supply of 
250 million gallons daily during a period of dry years. The 
total cost of the entire development is therefore estimated at 
about $47,173,000, or at a cost of about $44.20 per million 
gallons, delivered into the distribution system of Brooklyn 
borough. 

The results of these investigations, which are generally 
stated in the foregoing, are given in great detail in the report 
of Division Engineer Walter E. Spear and the numerous plans, 
tables and diagrams transmitted herewith. In order that these 
data may be preserved and may be quickly available for those 
to whom it will be useful, I respectfully request that they be 
properly edited and printed. 

Respectfully submitted, 

J. WALDO SMITH, 

Chief Engineer. 
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BOARD OF ESTIMATE AND APPORTIONMENT 

CITY OF NEW YORK 

Whereas, The Board of Water Supply of The City of New 
York, pursuant to Chapter 724, Laws of 1905, as amended, 
have made such surveys, maps, plans, specifications, estimates 
and investigations as they deemed proper in order to ascertain 
the facts as to what sources where an additional supply of pure 
and wholesome water for The City of New York exist and 
are most available, desirable and best for the said supply ; and 

Whereas, The said Board of Water Supply have reported 
to the Board of Estimate and Apportionment, under date of 
June 8, 1908, recommending the development of the under- 
ground sources of water-supply in Suffolk county, Long Island, 
New York, and have presented to the Board of Estimate and 
Apportionment, with said report, a map, plan and profile dated 
February 25, 1908, and entitled " Board of Water Supply of 
The City of New York. Map and Profile Showing Planner 
of Obtaining from Suffolk County an Additional Supply of 
Water for The City o'f New York '' ; and 

Whereas, The Board of Estimate and Apportionment, upon 
the receipt of the said report and the said map, plan and pro- 
file, and on the 12th day of June, 1908, adopted a resolution 
that June 26, 1908, at 10.30 o'clock in the forenoon, at Room 
16 in the City ?Iall, Borough of Manhattan, City of New York, 
be fixed as the time and place for the public hearing upon the 
said report, map, plan and profile, and that notice be given of 
such public hearing by publication in the City Record and the 
corporation newspapers published in Kings county, and in two 
newspapers published in each of the Counties of Suffolk, 
Nassau, Queens, Richmond, New York and Westchester, such 
publication to commence Tuesday, June 16, 1908, and to be 
continued in each issue of each of said papers to and including 
June 26, 1908, such notice being by said resolution declared to 
be reasonable public notice of such hearing; and 

Whereas, The Board of Estimate and Apportionment, in 
order to afford to all persons interested a reasonable oppor- 
tunity to be heard respecting the said report, map, plan and 
profile, have given reasonable public notice of such hearing, 
and in addition have given notice of such hearing by mailing 
to the Chairman and Clerk of each of the Boards of Super- 
visors of the Counties where real estate to be acquired is situ- 
ated, a notice of such hearing at least eight days before the 
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26th day of June, 1908, namely, to the Chairman and Clerk 
of the respective Boards of Supervisors of the Counties of 
Suffolk, Nassau, Westchester, and to the President of the 
Board of Aldermen of The City of New York, and to the City 
Clerk of The City of New York for the Counties of New 
York, Kings, Queens and Richmond ; and 

Whereas, The said notice of said hearing was published in 
all of the papers specified and referred to above, being the 
City Record and the Brooklyn Daily Eagle, the Brooklyn 
Citizen, the Brooklyn Standard Union, the Brooklyn Free 
Press and the Brooklyn Times, being the corporation news- 
papers published in Kings county, and in the New York 
Herald and New York Times, being two newspapers published 
in New York county, and in the Democratic Register of 
Ossining, and in the Eastern State Journal, being two news- 
papers published in Westchester county, and in the Staten 
Island World and Richmond County Herald, being two news- 
papers published in Richmond county, and in the Long Island 
City Star and the Long Island Farmer, being two newspapers 
published in Queens county, and in the North Hempstead 
Record and the Republican, being two newspapers published 
in Nassau county, and in the Riverhead News and the County 
Review, being two newspapers published in Suffolk county ; all 
of which is evidenced by the affidavits, certificates and docu- 
ments filed in the office of the Secretary of the Board of Esti- 
mate and Apportionment ; and 

A\1iereas, On the 26th day of June, 1908, at 10 :30 o'clock 
in the forenoon, in Room 16 in the City Hall, Borough of Man- 
hattan, City of New York, the Board of Estimate and Appor- 
tionment met pursuant to said notice and a public hearing was 
given to all persons interested and a reasonable opportunity to 
be heard respecting the said report, map, plan and profile was 
afforded to such persons, at which hearing the said report, map, 
plan and profile were considered and due deliberation was had; 
and many having appeared in opposition to said report, map, 
plan and profile, and also many in favor thereof; now, there- 
fore, be it 

Resolved, That the Board of Estimate and Apportionment 
hereby approves and adopts the said report, dated June 8, 1908, 
and the said map, plan and profile, dated February 25, 1908, 
and hereby directs that the said map, plan and profile be exe- 
cuted, signed, certified and filed as directed in Section 3 of 
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Chapter 724 of the Laws of 1905, as amended, and hereby 
declares the same to be the final map, plan or plans and profile 
approved and adopted by the Board of Estimate and Appor- 
tionment as provided for in said section ; and be it further 

Resolved, That the said Board make application by petition 
in writing to the State Water Supply Commission as speedily 
as possible for the approval of the said report, map, plan aiid 
profile, pursuant to Chapter 723, Laws of 1905, as amended, 
and that the Corporation Counsel be and he hereby is requested 
to prepare such papers and to take such steps with that end in 
view as may be proper. 

Affirmative — The Mayor, the Comptroller, the President of 
the Board of Aldermen and the Presidents of the Boroughs of 
Manhattan, Brooklyn, The Bronx, Queens and Richmond — 16. 
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BEFORE THE STATE WATER SUPPLY COMMISSION 



In the Matter 

of 

the application of The City of New York to the 
State Water Supply Commission for the ap- 
proval of the report of the Board of Water 
Supply of The City of New York to the Board 
of Estimate and Apportionment of The City of 
New York, dated June 8, 1908, recommending 
the development of the imderground sources of 
water-supply in Suffolk county, Long Island, 
New York, and for the approval of the map, plan 
and profile accompanying said report and dated 
February 25, 1908, and entitled: "Board of 
Water Supply of The City of New York. Map 
and Profile Showing Manner of Obtaining from 
Suffolk County an Additional Supply of Water 
for The City of New York/' 



1 



Petition 



To the State Water Supply Commission: 

The City of New York hereby respectfully makes applica- 
tion by petition in writing to the State Water Supply Com- 
mission, pursuant to the provisions of Chapters 723 and 724 of 
the Laws of 1905 and the acts amendatory thereof and supple- 
mental thereto, and shows as follows : 

(1) The City of New York is a municipal corporation 
organized and existing in the State of New York by virtue of 
its ancient charters and the Laws of the Colony of New York 
and the Laws of the State of New York. 

(2) Pursuant to Chapter 724 of the Laws of 1905, and on 
or about June 9, 1905, the Mayor of The City of New York 
appointed J. Edward Simmons, Charles N. Chad wick and 
Charles A. Shaw to be a Board or Commission to be called 
Board of Water Supply of The City of New York. The said 
Commissioners duly qualified and entered upon the perform- 
ance of their duties on or about the said date and have since 
continued to hold their said offices and to perform the duties 
thereof except that on January 28, 1908, the said J. Edward 
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Simmons resigned his said office and on January 30, 1908, John 
A. Bensel was appointed by said Mayor to act as such Commis- 
sioner, and on January 31, 1908, said John A. Bensel duly 
qualified and entered upon the discharge of his duties and has 
ever since continued to hold said office and perform the duties 
thereof. 

(3) The Board of Water Supply proceeded pursuant to 
said statutes and made such surveys, maps, plans, specifica- 
tions, estimates and investigations as they deemed proper in 
order to ascertain the facts as to what sources for an additional 
supply of pure and wholesome water for The City of New 
York exist and are most available, desirable and best for the 
said City, and under date of June 8, 1908, reported to the 
Board of Estimate and Apportionment of The City of New 
York recommending the development of the underground 
sources of water-supply in Suffolk county, Long Island, New 
York. A copy of said report is hereto annexed, marked " A," 
and is made a part of this petition. Accompanying said report 
was a map, plan and profile dated February 25, 1908, entitled 
" Board of Water Supply of The City of New York. Map 
and Profile Showing Manner of Obtaining from SuflFolk 
County an Additional Supply of Water for The City of New 
York." Said map, plan and profile was duly signed by said 
Commissioners and their engineers. Said map, plan and pro- 
file and the other papers and documents accompanying this 
application form an exhibit of maps of lands to be acquired 
and profiles thereof showing the sites and areas of the proposed 
reservoirs and other works, the profiles of the aqueduct lines 
and the flow lines of the water when impounded, also plans 
and surveys and abstracts of official reports relating to the 
same, showing the need of The City of New York for the de- 
velopment of the underground waters of Suffolk county as a 
source of supply for The City of New York and the reasons 
therefor. This petition is accompanied by proof as to the char- 
acter and purity of the water-supply proposed to be acquired. 

(4) The Board of Estimate and Apportionment, upon the 
receipt of said report, map, plan and profile and prior to the 
adoption thereof, did afford to all persons interested a reason- 
able opportunity to be heard respecting the same and did give 
reasonable public notice of such hearing whereat testimony 
might be produced by the parties appearing in such manner as 
the Board of Estimate and Apportionment might determine. 
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On June 12, 1908, the I>oard of Estimate and Apportionment 
adopted a resolution in the following terms : 

'* Whereas, The l>oard of Water Supply of The City of 
New York, pursuant to Chapter 724 of the Laws of 1905, and 
the acts amendatory thereof and supplemental thereto, have 
made such surveys, maps, plans, specifications, estimates and 
investigations as they deemed proper in order to ascertain the 
facts as to what sources for an additional supply of pure and 
wholesome water for The City of New York exist and are 
most available, desirable and best for the said City ; and 

** Whereas, The said Board have reported to the Board of 
Estimate and Apportionment, under date of June 8, 1908, 
recommending the development of the underground sources of 
water-su])ply in Suffolk county. Long Island, New York; and 

" Whereas, The Board of Water Supply have submitted 
with said report a map, plan and profile, dated February 25, 
1908, and entitled ' Board of Water Supply of The City of 
New York. Map and Profile Showing Manner of Obtaining 
from Suffolk County an Additional Supply of Water for The 
City of New York ' ; now, therefore, be it 

"Resolved, That the 26th day of June, 1908, at 10:30 
o'clock in the forenoon, at Room No. 16, in the City Hall, 
Borough of Manhattan, City of New York, be fixed as the 
time and place for a public hearing upon the said report, map, 
plan and profile, and that notice be given of such public hear- 
ing by publication in the City Record, the corporation news- 
papers (published in Kings county), and in two newspapers * 
published in each of the counties of Suffolk, Nassau, Queens, 
Richmond, New York and Westchester, said publication to 
commence Tuesday, June 16, 1908, and to be continued in 
each issue of each of said papers to and including June 26, 
1908, the date hereby fixed for said hearing ; such notice being 
hereby declared to be reasonable public notice of such hearing; 
and be it further 

" Resolved, That the Secretary of this Board is hereby di- 
rected to give such notices as are provided for in said statutes 
and as he may be advised by the Corporation Counsel, with 
whom he is directed to confer in regard to this matter." 

fS) Pursuant to the terms of said resolution a notice of 
said public hearing on June 26, 1908, was duly published in 
the City Record, and in the Brooklyn Daily Eagle, the Brook- 
lyn Citizen, the Brooklyn Standard-Union, the Brooklyner 
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suant to the prr^visims of Section 3 nf Chaj^ter 724 «:»: the 
Laws of 11X)5. as amended, bv mai'.in;' in the Chairman and 
Clerk of the Board of Supervisors of each county, where the 
real estate to be acquired is situated, a notice (A >uch hearing 
at least eight days before the time named in the said notice, 
the said counties being Suffolk. Nassau and W'e.-tchester ; said 
notices being also mailed to the President of the Hoard of 
Aldermen of The City of New York, and to the City Clerk of 
the City of New York, in behalf of the counties of New York. 
Kings, Queens and Richmond, there being no Hoard of Suj^er- 
visors in any of said four counties. All of said facts will more 
fully appear from the records on file in the f»ftice of the Secre- 
tary of the Board of Estimate and Ap[>ortionment. all of which 
the petitioner herein begs leave to refer to and to produce. 

(6) Said hearing before the F>oard of Estimate and Ap- 
portionment was duly had on June 26, V^r<^ at lO-V) oVl^n-k 
in the forenoon, at Room 16. in the City Hall. I'»orout(h of 
Manhattan. City of New York, being the time anrl place duly 
set therefor. At said hearing the Board of Estimate and Ap- 
portionment, having heard all who appeared in opposition Ko 
the approval of the said report, map, plan and profile, and all 
who appeared in favor thereof, after due deliberation ad ij^t^d 
a resolution approving and adopting the said rej^ort, map, jjlan 
and profile. Said resolution is as follows : 

"Whereas, The Board of Water Supply of The Cjty of 
New York, pursuant to Chapter 724, I^ws of 1905, as 
amended, have made such survey. s, maps, j>lans, ^-perifirations, 
estimates and investigations as they deemed proper in order to 
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ascertain the facts as to what sources where an additional sup- 
ply of pure and wholesome water for The City of New York 
exist and are most available, desirable and best for the said 
supply ; and 

*' Whereas, The said Board of Water Supply have reported to 
the Board of Estimate and Apportionment under date of June 
8, 1908, recommending the development of the undergroinid 
sources of water-supply in Suffolk county, Long Island, New 
York, and have presented to the Board of Estimate and Ap- 
portionment, with said report, a map, plan and profile dated 
February 25, 1908, and entitled * Board of Water Supply of 
The City of New York. Map and Profile Showing Manner 
of Obtaining from Suffolk County an Additional Supply of 
W^ater for The City of New York;' and 

" W^hereas, The Board of Estimate and Apportionment 
upon the receipt of the said report and the said map, plan and 
profile, and on the 12th day of June. 1908, adopted a resolution 
that June 26, 1908, at 10.30 o'clock in the forenoon at Room 
16 in the City Hall, Borough of Manhattan, City of New York, 
be fixed as the time and place for the public hearing upon the 
said report, map, plan and profile?, and that notice be given of 
such public hearing by publication in the City Record and the 
corporation newspapers published in Kings county and in two 
newspapers published in each of the counties of Suffolk, Nas- 
sau, Queens, Richmond, New York and Westchester, such pub- 
lication to commence Tuesday, June 16, 1908, and to be con- 
tinued in each issue of each of said papers to and including 
June 26, 1908, such notice being by said resolution declared 
to bef reasonable public notice of such hearing; and 

" Whereas, The Board of Estimate and Apportionment in 
order to afford to all persons interested a reasonable oppor- 
tunity to be heard respecting the said report, map, plan and 
profile, have given reasonable public notice of such hearing 
and in addition have given notice of such hearing by mailing 
to the Chairman and Clerk of each of the Boards of Super- 
visors of the counties where real estate to be acquired is 
situated, a notice of such hearing at least eight days before the 
26th day of June, 1908, namely, to the Chairman and Clerk 
of the respective Boards of Supervisors of the Counties of 
Suffolk, Nassau, Westchester, and to the President of the 
Board of Aldermen of The City of New York, and to the 
City Clerk of The City of New York for the Counties of 
New York, Kings, Queens and Richmond ; and 
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" Whereas, The said notice of said hearing was published 
in all of the papers specified and referred to above, being the 
City Record and the Brooklyn Daily Eagle, the Brooklyn 
Citizen, the Brooklyn Standard-Union, the Brooklyn Free 
Press and the Brooklyn Times, being the corporation news- 
papers published in Kings county, and in the New York Herald 
and New York Times, being two newspapers published in New 
York county, and in the Democratic Register, of Ossining, and 
in the Eastern State Journal, being two newspapers published 
in Westchester county, and in the Staten Island World and 
Richmond County Herald, being two newspapers published in 
Richmond county, and in the Long Island City Star and the 
hong Island Farmer, being two newspapers published in Queens 
county, and in the North Hempstead Record and the Republi- 
can, being two newspapers published in Nassau county, and in 
the Riverhead News and the County Review, being two news- 
papers published in Suffolk county, all of which is evi- 
denced by the affidavits, certificates and documents filed in the 
office of the Secretary of the Board of Estimate and Appor- 
tionment ; and 

" Whereas, On the 26th day of June, 1908, at 10:30 o'clock 
in the forenoon in Room 16 in the City Hall, Borough of 
Manhattan, City of New York, the Board of Estimate and 
Apportionment met, pursuant to said notice and a public hear- 
ing was given to all persons interested and a reasonable oppor- 
tunity to be heard respecting the said report, map, plan and 
profile was afforded to such persons, at which hearing the said 
report, map, plan and profile were considered and due delibera- 
tion was had ; and many having appeared in opposition to said 
report, map, plan and profile, and also many in favor thereof; 
now, therefore, be it 

" Resolved, That the Board of Estimate and Apportionment 
hereby approves and adopts the said report, dated June 8, 
1908, and the said map, plan and profile, dated February 25. 
1908, and hereby directs that the said map, plan and profile be 
executed, signed, certified and filed as directed in Section 3 of 
Chapter 724 of the Laws of 1905, as amended, and hereby 
declares the same to be the final map, plan or plans and profile 
approved and adopted by the Board of Estimate and Appor- 
tionment as provided for in said section ; and be it further 

" Resolved, That the said Board make application by peti- 
tion in writing to the State Water Supply Commission as 



52 PETITION TO THE 

speedily as possible for the approval of the said report, map, 
plan and profile, pursuant to Chapter 723, Laws of 1905, as 
amended, and that the Corporation Counsel be and he hereby is 
requested to prepare such papers and to take such steps with 
that end in view as may be proper." 

(7) After the approval and adoption of said report, map, 
plan and profile, the said map was duly executed in quadrupli- 
cate. One thereof accompanies this petition and is intended to 
be filed herewith and made a part hereof. A second remains 
on file with the Clerk of the Board of Estimate and Appor- 
tionment. A third is placed on file in the office of the Board of 
Water Supply. A fourth is filed in the office of the Commis- 
sioner of Water Supply, Gas and Electricity of The City of 
New York. A certified copy of said map is filed in the office 
of the County Clerk or Register of each of the counties in 
which the real estate aflfected thereby is situated. A copy of 
the said report of the Board of Water Supply of The City of 
New York to the Board of Estimate and Apportionment, dated 
June 8, 1908, is also herewith presented, together with an 
abstract of official reports relating to the development of the 
underground waters of Suffolk county, and showing the need 
for the development of said sources for The City of New York 
and the reasons therefor. In addition. The City of New York 
herewith presents a plan or scheme to determine and provide 
for the payment of the proper compensation for any and all 
damages to persons and property, whether direct or indirect, 
which will result from the acquiring of said lands and the 
execution of said plans. All of said matters will be more fully 
shown in the proceedings, papers and documents which will be 
produced at the hearing before the State Water Supply Com- 
mission. 

(8) The proposed development of the underground sources 
of water-supply in Suffolk county and the execution of the 
plans herewith presented are justified by public necessity and 
are just and equitable to the other municipalities and civil divi- 
sions of the State affected thereby and to the inhabitants there- 
of, particular consideration being given to their present and 
future necessities for sources of water-supply. 

(9) The plan or scheme to determine and provide for the 
payment of proper compensation for any and all damages to 
persons or property, whether direct or indirect, which will 
result from the acquiring of the said lands and the execution 
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of the said plans, is to purchase the said lands and to secure 
conveyances and releases thereof if the amount can be agreed 
upon, and if not to acquire the same by condemnation proceed- 
ings, as provided in Chapter 724 of the Laws of 1905 and the 
acts amendatory thereof and supplemental thereto. The City 
of New York is of abundant financial responsibility to pay any 
and all of the aforesaid damages and the Board of Estimate 
and Apportionment of The City of New York has unanimously 
approved the report of the Board of Water Supply of The City 
of New York setting forth the estimated cost of the whole 
project of developing the underground sources of water-supply 
of SuflFolk county, in order to provide means for paying all 
just claims which may arise against it, growing out of the 
construction of the necessary works and the acquisition of the 
necessary lands. It is proposed to pay all such claims from 
the proceeds of Corporate Stock to be issued from time to 
time by the Comptroller when thereto authorized by the Board 
of Estimate and Apportionment. 

Wherefore, The City of New York hereby makes appHca- 
tion by petition in writing to the State Water Supply Commis- 
sion for the approval of the said report, map, plan and profile, 
and has caused this petition to be subscribed by its acting 
Mayor and by its City Clerk and its seal to be affixed hereto 
this 28th day of July, 1908. 

P. F. McGOWAN, 
(l. s.) Acting Mayor. , 

P. J. SCULLY, 

Citx Clerk, 
WM. P. BURR, 

Acting Corporation Counsel. 
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State of New York, 
County of New York, ^ss. 
City of New York, 

On the 28th day of July, in the year 1908, before me per- 
sonally came P. J. Scully, with whom I am personally ac- 
quainted, and who is known to me to be the City Clerk of The 
City of New York, who being by me duly sworn did depose 
and say : 

I reside in the Borough of Manhattan, City of New York. 
I am City Clerk of The City of New York, the corporation 
described in and which executed the foregoing petition. I know 
the seal of said corporation. The seal affixed to said petition 
is such corporate seal. It was thereto affixed by due authority 
of said corporation, and I signed my name thereto as City Clerk 
by like authority. I know Patrick F. McGowan and know him 
to be the person described in and who as Acting Mayor of 
The City of New York executed said petition. I saw him sub- 
scribe and execute the same, and he acknowledged to me, the 
said P. J. Scully, that he executed and delivered the same, and 
I thereupon subscribed my name thereto. 

JOHN H. GAMALDI, 

Notary Public, 
New York Countv. 
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Babylon, X. Y., February 25, 1908. 

J. Waldo Smith, Esq., 

Chief Engineer, Board of Water Supply, 
299 Broadway, 

New York City. 

Sir: 

In accordance with your instructions, the following report 
is submitted on the water-supply sources of Long Island, with 
particular reference, first to the immediate need of an addi- 
tional supply for the Borough of Brooklyn; second, to the 
amount of water available from the present sources of supply ; 
and third, to the yield and the probable cost of developing 
the Suffolk County ground-waters. 

The needs of Queens borough have not been considered 
in detail in this report. While this part of the City is, in 
some districts, imperfectly supplied with water, there appears 
to be sufficient area within the borough from which to draw 
all the water that may be required during the next few years, 
until a large supply can be introduced from the Catskill or 
from the Suffolk County sources. 

This report embodies the results of studies and investiga- 
tions that have been made imder your direction since the or- 
ganization of the Long Island department in October, 1906. 

CONCLUSIONS IN BRIEF 

If the present annual increase in the consumption of water 
in Brooklyn continues, this borough, the second largest in New 
York City, must soon face a serious water famine. Frequent 
shortages in supply have indeed taken place since the intro- 
duction of a public water-supply in 1838, notably in the fall 
of 1903, when the higher portions of the borough suffered 
severely from lack of water. All efforts made at such times 
to curtail the waste in the distribution system have not pre- 
vented a steady increase in the use of water. Prompt meas- 
ures must therefore be taken at once to increase the water- 
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supply of Brooklyn if great hardship or even disaster is to be 
averted. 

Yield of Present Brooklyn Water-Works 

The average daily supply of water furnished the Borough 
of Brooklyn in 1907 from all municipal and private sources 
was 145 million gallons, of which 85 per cent, was supplied 
by the Ridgewood system from southern Queens and Nassau 
county and 15 per cent, by small private and municipal works 
within the borough limits. The estimated population of Brook- 
lyn borough is 1,470,000, so that the per capita consumption 
is now 98.6 gallons per day. 

This is less than that of the other large boroughs of the 
City, and may be accounted for by the relatively smaller tran- 
sient population, the insufficient water-supply of the past years 
and the reduced pressure that has been maintained in the mains 
of the distributing system. 

The present municipal and private water-works cannot 
safely yield during a period of years of even normal rainfall 
more than 135 million gallons per day. // the next fezv years 
be a period of deficient rainfall, these ivorks should not be 
expected to provide over 120 million gallons per day. 

The term " safe yield," as applied to the collecting works 
of the Brooklyn system in southern Long Island, is intended 
to mean that portion of the natural seaward flow of the water 
from the upland watersheds that may be intercepted without 
overdrawing storage or pimiping in sea-water from the ad- 
jacent bays through the porous sands and gravels. The yields 
given on this and succeeding pages are intended to be con- 
servative ; larger yields may be obtained, but at the expense 
of reducing the future yield and impairing the quality of 
the supply. 

Works Now Being Constructed 

With the additional works which are now under construc- 
tion by the Department of Water Supply, and which should 
be completed before the end of the present year, the total sup- 
ply of Brooklyn borotigh for years of normal rainfall will be 
increased to 160 million gallons per day. 

During years of low rainfall, however, the entire system, 
including the new works, cannot be depended upon to supply 
more than 140 million gallons per day. This is evidently less 
than the consumption of Brooklyn borough in 1907. 
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Total Yield of Readily Available Sources in Western 

Long Island 

By the more complete development of the ground-waters 
of the Ridgewood system and the construction of three addi- 
tional driven-well stations in Brooklyn borough, it would be 
possible to so increase the present supply that there would be 
available, during years of normal rainfall, a total supply of 
195 million gallons per day. 

This supply would provide for the natural increase in the 
consumption of Brooklyn borough up to the year 1913, if 
this increase continues at the present rate. Should, however, 
a period of lozv rainfall nozv ensue, the complete works might 
not yield more than 170 million gallons per day, which at the 
present rate of increase in consumption would not suffice 
beyond the year 1910. 

Relief from New Sources in 1912 

Under the most favorable circumstances that may reason- 
ably be expected, with a normal rainfall and the immediate 
construction of works to develop the entire yield of the avail- 
able sources in western Long Island, ttie continued increase in 
consumption at the present rate demands the introduction of 
an additional supply of water into Brooklyn borough from new 
sources by the year 1912. If, however, a series of dry years 
should occur, some additional water must be supplied by the 
year 1910. 

The Catskill sources cannot be made available in time to 
avert this impending shortage of water, since the first supply 
from the works now under construction can hardly be deliv- 
ered to the Borough of Brooklyn before 1916, and, perhaps, 
not until several years later. 

Suffolk County Ground-Water Sources 

If the ground-waters of Suffolk county were available, 
they could be cheaply and quickly developed to provide an 
emergency supply for the relief of Brooklyn borough, and they 
could be made to eventually furnish to New York City a large 
permanent supply of excellent water for domestic and com- 
mercial uses. 

An average supply of 250 million gallons per day could 
safelv be obtained from a catchment area of 332 square miles 
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in southern Suffolk county and the Peconic valley. This sup- 
ply could be appropriated from the large volumes of ground- 
water now running to waste there, without material injury or 
annoyance to local interests. The total cost of the works to 
obtain this supply, delivered into the distribution system of 
Brooklyn borough, is estimated at $47,173,000. 

The works in southern Suffolk county would be built from 
Amityville to Quogue on a line nearly parallel with the south 
• shore of Long Island, somewhat back from the populous 
villages and the salt waters of the south shore bays, in country 
but sparsely settled, and covered to a large extent with low 
growths of scrub oak and pine. The ground-waters would be 
gathered on this line by means of suitable wells, 100 to 200 
feet in depth, and 500 to 1,000 feet apart, which would be 
driven in the center of a right-of-way 600 to 1,000 feet wide. 
The supply from the Peconic valley would be similarly collected 
on the south bank of the Peconic river between Riverhead and 
Calverton. This supply would be pumped over to the south 
shore and conveyed to the City, mingled with the waters of 
southern Suffolk county, in a continuous gravity aqueduct of 
concrete masonry. A large pumping-station at the end of this 
aqueduct, near the present Ridgewood pumping-station, in 
Brooklyn borough would deliver the supply into a covered 
distributing reservoir or directly into the City mains. 

When these works are completed and the demand for water 
in the City approaches the average yield of the Suffolk County 
watersheds, it is proposed, later, to construct three branch 
lines into the center of the island to secure storage from the 
deep gravels there, in order to avoid pumping the wells deeply 
on the main south shore line, during periods of deficient rain- 
fall. • 

Works to Be Built Fir.st 

The complete works outlined above, for tlie development 
of the entire water-supply need not be built for some years. 
For the present, it is proposed to construct only the first 15 
miles of the collecting works in Suffolk county as far as Great 
River to secure a supply of 70 million gallons per day, and 
the transportation works by which to deliver this supply to 
the distribution system of Brooklyn borough. The works at 
this first stage of construction, including the large masonry 
aqueduct of full capacity for the final development, are esti- 
mated to cost $21,742,000, and could be completed within three 
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or four years after beginning work. The remainder of the 
works would be built by successive stages at intervals of five 
or six years, as the supply is needed to meet the increasing 
consumption of the City. 

Emergency Supply from Suffolk County 

A portion of the first supply of 70 million gallons per day 
might even be delivered to Brooklyn borough within two years 
from the time of beginning work in Suffolk county, if, at the 
end of that period, the Department of Water Supply has com- 
pleted the proposed extension of the 72-inch pipe-line and built 
the proposed pumping-stations at Massapequa and Wantagh. 
By first building the Suffolk County aqueduct from the new 
gathering grounds to Massapequa, and utilizing from Massa- 
pequa to Brooklyn the surplus capacity of the new transporta- 
tion works proposed by the Department of Water Supply, for 
which plans are already made, an emergency supply of perhaps 
SO million gallons per day could be delivered from Suffolk 
County two years before the long masonry aqueduct to Brook- 
lyn could be finished. It is estimated that the Suffolk County 
works, at this preliminary stage of construction would cost, 
exclusive of the proposed expenditures of the Department of 
Water Supply, $7,153,000. 



Cost of Suffolk County Supply 

The estimates on the amount of water that would be avail- 
able, the total expenditure at each stage of construction, and the 
cost of the water per million gallons delivered into the mains 
of Brooklyn borough are shown below : 



Stage of 
Construction 


AvBRAGB Supply 

IN Million 
Gallons Per Day 


Total Estimated 
Cost of Works 
AT THIS Stage 


Cost of Water Per 

Million Gallons 

Delivered in 

Brooklyn Borouqh 


Preliminary 

1 

2 

3 

4 

5 


50 
70 
150 
220 
250 
250 


S7- 163.000 
21,742.000 
30,262 ,000 
38,355.000 
40.479.000 
47.173,000 


♦$37.78 
♦♦62.21 

44.53 

40.12 

39.24 

44.18 

. -■ — 1 



*This cost does not include fixed charges on the pumping-stations and the steel- 
pipe line proposed by the Department of Water Supply 

**The high cost of the water in the first stage of the complete works is due to the large 
fixed charges on the masonry aqueduct of 250 million gallons daily capacity, from 
Suffolk county to Brooklyn borough 
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Aqueducts of Full Capx\city for Development of 250 Mil- 
lion Gallons per Day 

The future supply of Brooklyn, as well as that of Queens 
borough and other portions of New York City, may be best 
safeguarded by constructing the aqueducts in the first Suf- 
folk County works of full capacity as suggested above so that 
they may be extended as required, to collect and transport to 
the City the entire available supply in Suffolk county. Neither 
a smaller permanent development nor temporary works in 
Suffolk county should be considered. 

The amount of money that might be saved in fixed charges 
by now building an aqueduct of only 150 million gallons daily 
capacity, would not be sufficient at the end of 20 years to build 
another of a capacity of 100 million gallons per day. Neither 
would it pay to build temporary works in Suffolk county for 
the delivery of 50 million gallons per day through the conduits 
of the Ridgewood system, unless only a temporary supply is 
to be drawn from Suffolk county. 

If the population and water consumption of New York 
City continues to increase at the present rate, the entire supply 
from existing works and the additional 500 million gallons per 
day from the Catskill sources will be required in about 20 years. 
If not developed now, the Suffolk County sources would nat- 
urally be drawn upon at that time. Some water, however, 
must be secured at once from Suffolk county to relieve the 
imminent shortage in the supply of Brooklyn borough. In 
view of the inadequacy of the water-supply of this part of the 
City for many years, and the large resident population that is 
likely to develop in the Long Island boroughs of The City 
during the next ten years, as a result of the improved transit 
facilities now being provided, it seems very likely that, even 
with the water from the Catskill sources, the first supply of 
70 million gallons per day from Suffolk county would be 
needed continuously until an additional supply for the City 
was required. This is rendered more probable by the likeli- 
hood of some of the ground-water and surface supplies in 
western Long Island being abandoned in a few years in conse- 
quence of the infiltration of sea-water and the increase in the 
population on their gathering grounds. 

PRESENT SUPPLY OF BROOKLYN BOROUGH 

The Borough of Brooklyn is supplied with water from the 
works of the Ridgewood system in Queens and Nassau coun- 
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ties, and from several small municipal and private water-works 
located within the borough limits. 

THE RIDGEWOOD SYSTEM 

The Ridgewood system furnishes about 85 per cent, of 
the present water-supply of Brooklyn from the streams and the 
ground-water works along the south shore of Long Island in 
Queens and Nassau counties, between the limits of Brooklyn 
borough and the Suffolk County line. 

Area of Watershed 

The watershed of the Ridgewood system, defined by the 
limits of the ground- water catchment, is shown on Sheet 1, 
Ace. 5530. This watershed, which represents the total catch- 
ment that might, by a complete development, be made tribu- 
tary to the Ridgewood system, has an area of 159 square 
miles, of which 67 square miles may be apportioned to the 
" old watershed," arid 92 square miles to the *' new watershed." 

The southerly limit of the catchment area represents the 
greatest safe inflection of the ground-water surface during 
long periods of heavy draft at all driven-well stations, with a 
complete development of the system. Where there are no 
ground-water collecting works, the limit of the catchment area 
is at the spillways of the supply ponds, and, for the greater 
part of the time, the existing ground-water works do not or- 
dinarily inflect the water-table as far south as shown. 

The flow of all but a few unimportant streams within this 
catchment area has been made tributary to the system. It is 
estimated that the total surface drainage area of these streams, 
south of the ground-water divide, is 117 square miles. Of this 
area, the streams in the " old watershed '' drain 52 square 
miles, and those in the " new watershed " 65 square miles. 

The ground-water underflow on the line of collecting 
works has not yet been entirely developed by The City. For 
a distance of slightly less than eight miles along the conduit 
line, as shown by the band of red on Sheet 1, Ace. 5530, only 
surface-waters are collected. Upon the completion of the 
new driven-well stations at I.ynbrook and Millburn reservoir, 
about lJ/2 miles more of this line will have been developed. 
^^'ater can hardly be drawn from about IVz miles of the re- 
maining line, within the villages of Rockville Center and Free- 



62 REPORT OF IV. E. SPEAR 

port, but there will still be about five miles along which ground- 
water may be collected. 

Present Yield of Works 

The yield ot the collecting works of the Ridgewood sys- 
tem for the past three years is shown in Table 1, which has 
been compiled from the records in the office of the Depart- 
ment of Water Supply at Brooklyn. The year 1905 was one 
of low rainfall, only 36.8 inches being recorded at Hempstead 
storage reservoir. The next year, 1906, in which 44.1 inches 
fell at the same station, was one of nearly normal rainfall, 
while during the past year, 1907, a rainfall of 49.4 inches, 
something over 5 inches in excess of the normal precipitation, 
occurred in western Long Island. 

The period of operation of the driven-well stations during 
these years was dependent upon the consumption and the yield 
of the surface streams. During the early part of 1905 and 
the greater part of 1907, the surface-waters formed a large 
proportion of the total supply, but during the greater part of 
1906, it was necessary to utilize the maximum available yield 
of the ground-water stations. 

The last column of this table gives the probable safe yield 
of each driven-well station and infiltration gallery of the Ridge- 
wood system and the probable delivery of each tributary sur- 
face stream when the ground-water collecting works are oper- 
ated at these rates, during the summer and fall of normal 
rainfall years. 

The total safe yield of the watershed is estimated as 
follows : 



New Watershed, 92 square miles. . 62 million gallons per day. 
Old Watershed, 67 " " .. 55 



<t tt (( tt 



Total yield of systejn 117 " 
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The relatively smaller yield of the new watershed is due to 
the incomplete development of the ground-waters, as already 
noted. These estimates of yield of each source of supply 
have, so far as possible, been corrected for the loss of surface- 
water that takes place in leakage from the brick conduits 
and which appears in the pumping records as ground-water 
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TABLE 1 

YIELD or COLLECTING WORKS OFRIDGEWOOD SYSTEM. 
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yield. All errors of pump displacement and leakage from 
conduits are charged in the records of the Department of Wa- 
ter Supply against the gravity surface supply, and, in general, 
the surface gravity yield given in the records is above the true 
yield for the new watershed, and is below that for the old 
watershed. The probable error in the estimates of the yield 
of the Ridgewood system is between 5 and 10 per cent, and 
is generally within the smaller figure. 

A larger supply than is here shown may sometimes be 
drawn from the surface streams in winter and spring, but as 
the system has no storage for surface-waters, such as is ordi- 
narily provided for surface-water supplies, except that in the 
Hempstead storage reservoir and in the shallow supply ponds, 
some waste occurs. The large winter stream flow of wet 
years cannot, therefore, be considered in the estimate of the 
safe summer yield, excepting as this flow at times permits 
the draft on the ground-water to be diminished, and the stor- 
age in the pKDre spaces of the sands and gravels to be replen- 
ished for the heavy draft of summer and fall. 

If the ground-water stations of the Ridgewood system 
are operated continuously during years of nomial rainfall, 
only a small portion of the rainfall, on even the largest 
streams, appears as surface flow. During the winter and 
spring it has been the practice to reduce the rate of pumping 
at the ground-water stations, in order to utilize this surface 
flow as far as possible without pumping and to replenish the 
ground-water reservoirs. With an increase in the pollution 
of the surface-waters of the Ridgewood system, it will be 
necessary to filter them, and this cannot be better accom- 
plished than by operating the ground-water stations continu- 
ously at a rate that will develop these surface-waters as arti- 
ficial ground-water. 

The normal delivery of some of the driven-well stations 
has been estimated in the table as less than the average draft 
during the past few years, because it is believed that these 
stations will not safely deliver continuously their present 
yields. This applies particularly to Spring Creek (shallow 
well), Baisley's and Jameco (shallow well) stations, the sup- 
plies from which have, at times, contained a comparatively 
large amount of salt water. The amount of sea-water, as 
represented by the chlorine in the water pumped at the Aque- 
duct and Morris Park stations, is not yet high enough to 
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increase materially the salinity of the whole supply, but it 
is very likely that some reduction must eventually be made 
in their present rate of pumpage. 

Additional Supply from Stations under 0»nstruction 

It is estimated that the two additional driven-well stations 
which are now under construction by the Department of Wa- 
ter Supply, the " ♦Lynbrook station " and the " Raklwin sta- 
tion " at the Millburn reservoir, will each yield a safe supply 
of five million galk>ns per day, which will make the saf^ 
normal yield of the Ridge wood system 127 million gallons per 
day. 

During a period of low rainfall years, the amount of sur- 
face and ground-water reaching the system will diminish, and 
the pumpage of some of the stations affected by salt water 
might necessarily be reduced. With all the ground-water 
storage available, the system would not probably supply more 
than 115 million gallons per day. 

The safe normal yield of the Ridgewood system, as given 
above, upon the completion of the two additional stations, 
is shown in a mass curve on Sheet 2, Ace. LJ 147. The red 
shading shows the probable reduction in the yield during years 
of low rainfall. 

Total Additional Supply from Ridgewood System 

By the construction of eight additional stations at points 
on the conduit line where the ground-water is now undevel- 
oped, a further daily supply of 27 million gallons of ground- 
water might be obtained, as follows: 
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Probable yield 
Location of stations in million gallons per day 

Between Forest stream and Clear stream 2 

♦♦Between Watt's pond and Lynbrook 3 

♦♦Between Lynbrook and Smith's pond 2 

At Smith's pond 5 

* Following a decision of the Supreme Court noted in footnote following. 
an agreement was made with the Queens County Water (Company, limiting the 
yield of the Lynbrook station to 1.5 million gallons per dav. 

•• Since this report was submitted, a decision of the Ai)pellate Division of the 
Supreme Court, Second Department, t>n March 5, 1907, has given the watershed 
between Watts Pond station and Smith's pond to the Queens County Water 
Company And excluded The City from further development, so that the above 
■tntions proposed between Watts pond and Lynbrook and Lynbrook and Smith's 
pond catinot be constructed. 
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Probable yield 
Location of stations in million gallons per day 

Between Rockville Center and Millburn reser- 
voir 4 

Between Millburn reservoir and Millburn station 4 

At Millburn pumping-station 5 

Between Freeport and Agawam station 2 

Total 27 



The operation of these stations would doubtless decrease 
the surface yield of Pine stream, Hempstead stream and Mill- 
burn stream, so that the net additional supply from the new 
stations would only be about 22 million gallons per day. The 
cost of these stations, including land and water damages, 
is estimated at $900,000. 

By driving additional deep wells and connecting up the 
existing ones at Wantagh and Massapequa, and by driving 
shallow wells at Springfield, a further supply of 6 million 
gallons per day could be obtained. This, with the additional 
supply of 22 million gallons per day from new stations, would 
increase the yield of the Ridgewood system by 28 million gal- 
lons per day. 

These new stations would intercept the ground-water 
movement along the entire line of collecting works from 
Spring creek to the Suffolk County line, except for a short 
distance in the villages of Rockville Center and Freeport, and 
a total supply could be drawn from the system during years 
of normal rainfall, of 155 million gallons per day. This would 
probably be reduced, after several years of low rainfall, to a 
supply not greater than 140 million gallons per day. 

The total safe yield of the entire Ridgewood system during 
years of normal rainfall, after the completion of the eight 
new stations and the additional wells here suggested, is shown 
in the mass curve on Sheet 2, Ace. LJ 147. The blue shad- 
ing indicates the probable reduction in the yield of the system 
during periods of low rainfall. 

Capacity of Conduits 

The construction of additional ground-water pumping-sta- 
tions on the Ridgewood system has been governed somewhat, 
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in past years, by the location and capacity of the conduits 
through which the water could be delivered to Brooklyn bor- 
ough, and the relation of the yield of the watershed to the 
present conduit capacity should be understood. 

The conduit system in the " new watershed " consists of 
a brick aqueduct from the Massapequa pond to the Millbum 
pumping-station, in which the yield from the four supply 
ponds and the ground-water collecting works of the new wa- 
tershed is delivered by gravity to the Millburn pumping-sta- 
tion. 

At this point the supply is pumped into three 48-inch 
mains, of which two are laid directly to the Ridgewood pump- 
ing-station. The third goes to the west gate-house of Mill- 
burn reservoir where it is reduced to a 36-inch main, which 
continues to the brick conduit at Smith's pond. 

This is the " old conduit " originally constructed between 
Hempstead pond and the Ridgewood pumping-station, to 
carry, by gravity, the surface and underground waters col- 
lected on the old watershed. 

A 72-inch steel-pipe line, designed to be operated under 
the full distribution pressure, has been laid from a point 
about 3000 feet west of the Ridgewood station to the Clear 
Stream pumping-station. A 48-inch main connects this 72- 
inch line with the Ridgewood pumping-station and a 20-inch 
branch line has been laid to the New Lots station. The Water 
Department proposes to extend the 72-inch pipe, full size, to 
the Suffolk County line. 

It is prof>osed to utilize the 72-inrh line, which has a ca- 
pacity of 50 million gallons per day, on a pMnipinj( gradient 
of 2.2 feet to the mile, to convey the water from the infiltra- 
tion galleries and other sources in the new watershed, and it 
is planned that pumps would be installed at Massapcqua and 
Wantagh to deliver the water directly into the distribution 
system. The extension of this 72-inch line, to Massapequa 
would relieve both the old and the new brick conduits of ap- 
proximately 30 to 50 million gallons per day. 

The cost of the extension of this pipe-line and the pump- 
ing-st'ations proposed is estimated by the Department of Water 
Supply as follows: 
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72-inch pipe-line, 15.7 miles in length $3,000,000 

Right-of-way 100 feet wide through the villages 
and 200 feet wide elsewhere, including dam- 
ages 1,000,000 

2 pumping-stations of 70 million gallons total daily 

capacity 850,000 

Total $4,850,000 



Sheet 2, Ace. LJ 147, shows the normal capacities of all 
the aqueduct's and pipe-lines of the Ridgewood system and 
the relation of the total conduit capacity to the present and 
the possible future supply. From this diagram it appears that 
east of Clear stream, the present easterly end of the 72-inch 
pipe line, some additional conduit capacity is necessary for 
the safe operation of the system when completely devel- 
oped. The large capacity that would be provided in the new 
watershed by the extension of the 72-inch pipe-line, would per- 
mit of carrying to the City a volume of water from the surface 
streams and the ground-water stations in the easterly portion of 
the system, much in excess of their average yield, when it is de- 
sired to reduce the delivery of the old watershed for the pur- 
pose of making repairs or filling the depleted ground-water 
reservoirs. 

The masonry aqueduct of 250 million gallons daily capac- 
ity, here proposed for the Suffolk County works, could not be 
built from Ridgewood, or even from Clear stream, to the Suf- 
folk County line by the year 1910, when the full yield of the 
Ridgewood system may be needed. There is, therefore, no 
possibility of safely omitting the extension of this 72-inch steel 
pipe, if the full yield of the Ridgewood system is to be made 
available in 1910. This conduit and the proposed pumping- 
stations at Massapequa and Wantagh should, therefore, be con- 
structed immediately. 

Capacity of Pumping-Plants 

The pumping-plants of the Ridgewood system may be di- 
vided into three groups, i.e., ground-water and pond stations, 
intermediate stations, and main stations. 

At the ground-water and pond stations in the watershed. 
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there is sufficient pumping capacity to deliver the available 
supply from each station. 

At Millburn pumping-station, the only intermediate station, 
the entire yield of the new watershed is raised about 50 feet 
to give the necessary head to deliver the water to Ridgewood 
station and to the old conduit. The equipment consists of 
live pumps, each delivering 10 niilHon gallons per day, and two 
of 12^ million gallons daily capacity, which can readily handle 
the full discharge of the new brick conduit, about 60 million 
gallons daily. 

The water pumped at the proposed Massapequa and Wan- 
tagh stations into the extension of the 72-inch pipe-line would 
be delivered directly into the distribution system. 

The entire supply drawn from the old and new watersheds 
is now pumped at the Ridgewood station, the main pumping- 
station of the system. This station is divided into two plants, 
one to the north and the other to the south of Atlantic avenue. 
The north side plant, or the " old station," is at present being 
remodeled. When this work is completed, it will contain three 
pumps having a daily capacity of 15 million gallons, three of 
20 million gallons and two of 23 million gallons, a total of 
151 million gallons per day. The south side station, the so- 
called " new station," has an equipment of five pumps, each of 
10 million gallons daily capacity, and one of 20 million gallons 
per day, giving a total of 70 million gallons daily. 

The pumps of the south side station are frequently in need 
of repairs and the safe capacity of the station should not be 
estimated above 50 million gallons per day. The north side 
station is planned to pump against the Mt, Prospect Reservoir 
and Tower services as well as the Ridgewood Reservoir head 
and because of this arrangement, its safe capacity, when re- 
modeled, cannot be placed above 113 million gallons per day. 
Under the most economical conditions of operation, however, 
this would not be over 105 million gallons per day, so that the 
total safe capacity of the entire Ridgewood station may be 
placed at 155 million gallons per day. 

The total capacity of the conduits feeding the Ridgewood 
station is now 125 million gallons per day, exclusive of the 
48-inch pipe from the end of the 72-inch steel-pipe line. The 
safe pumping capacity at this station after remodeling will, 
therefore, be 30 million gallons per day in excess of the con- 
duit capacity. 
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The Mt. Prospect station has two pumps of a total capacity 
of 9 million gallons per day for the Reservoir service, and 
three pumps of a total capacity of 13 million gallons per day 
for the Tower service. These pumps draw their supply from 
the distribution mains of the Ridgewood Reservoir service and 
should be abandoned when the new pumps are completed at 
Ridgewood, and the necessary additional force mains are in- 
stalled. 

The plans of the Department of Water Supply include new 
pumping-plants for the Massapequa and Wantagh infiltration 
gallery stations. These plants would consist of high duty 
pumps, capable of delivering the water into the distribution 
system against the head of the Ridgewood service. The sup- 
ply would be drawn from the infiltration galleries and also 
from the " new brick " conduit, through suitable connections. 
The water would be discharged into the 72-inch steel-pipe line, 
through which it would, be carried to the distribution mains. 

Assuming these proposed stations to have a combined safe 
pumping capacity of 50 million gallons per day and adding 
this amount to the safe pumping capacity at the Ridgewood 
station, the sum would represent the total safe capacity of the 
Ridgewood system to deliver water to the distribution system 
as follows: 



Ridgewood station, when remodeled. . 155 million gallons daily 
Proposed Massapequa and Wantagh 
stations 50 



Total 205 



(( tt it 



As the estimated safe supply from the Ridgewood water- 
shed during years of normal rainfall is only 155 million gal- 
lons per day, there would be an excess of 50 million gallons 
per day in the safe pumping capacity. 

OTHER LONG ISLAND SOURCES OF SUPPLY FOR 

BROOKLYN BOROUGH 

About 15 per cent, of the water now consumed by Brook- 
lyn borough is supplied by several driven-well stations in the 
borough limits, belonging to The City and to private water 
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companies, which are shown below with their probable safe 
normal yield: 



Safe Xoniial Yield 
Present and Proposed Sources in million gallons i>cr day 



Citv stations 

New Lots 5 

Gravesend 3 

New Utrecht 1 

Canarsie (under construction) 5 

Private stations 

Flatbush Water Works Co 5 

Bh^hebourne Water Co 3 

German- American Improvement Co 1 



Total City and private stations 23 



In addition to the above plants, a station has been par- 
tially constructed by S. W. Titus in Brookhn borough in 
the vicinity of Sixth street and Fourth avenue, near the Gow- 
anus canal, under a contract with The City, calling for the 
delivery of not less than five million gallons per day. A sec- 
ond station is being constructed by Titus under the same con- 
tract and with the same stipulation of minimum yield at a 
location in Queens borough north of Fbrest park, as shown 
on Sheet 1, Ace. 5530. 

The first station is so near the salt water of New York 
bay that it does not seem probable that more than two million 
gallons per day can be pumped continuously without the infil- 
tration of salt water, even if the drainage from the densely 
populated watershed surrounding the station does not so in- 
crease the mineral content of the supply as to render it unfit 
for use. 

The station north of Forest park is on the summit of the 
water-table where the magnitude of the tributary catchment 
area depends upon the depth of pumping. After the storage 
of years has been abstracted from the pore spaces of the 
underlying material, it is not believed that this station will 
yield more than eight million gallons per day. 
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Allowing a safe average yield of 10 million gallons per day 
from these two stations of Titus, the total delivery from 
sources outside of the Ridgewood system, including the 23 
million gallons per day from those stations now in operation 
or under development will normally be about 33 million gal- 
lons per day. 

OPPORTUNITIES FOR FURTHER GROUND-WATER 

DEVELOPMENT 

Referring to the map of western Long Island, Sheet 1, 
Ace. 5530, it will be seen that the opportunities are limited 
for cheaply developing still more water in sparsely settled por- 
tions of the island beyond interference with existing water- 
works, and at a safe distance from the salt water. 

It would be possible, however, within the borough limits, 
to construct three additional stations and obtain, for a few- 
years, a supply of about 7 million gallons per day. 

One of the proposed stations might be located in the vicin- 
ity of Parkville; a second station in the Bay Ridge section, 
and a third station in Flatlands. The territory in which these 
stations would be constructed is either wholly or partially 
undeveloped, and the quaHty of the supply would be satisfac- 
tory for some time. 

The cost of the three stations, including land and water 
damages, would be about $1,000,000. 

These proposed stations would make the total normal yield 
of all the works outside of the Ridgewood system, including 
the existing stations, those under construction and others that 
might be built, 40 million gallons per day. This yield would, 
however, be reduced, iti periods of low rainfall, to not over 
32 million gallons per day. 

If additional sources outside of western Long Island should 
not become available, it would be possible to construct tem- 
porary driven-well plants in central Nassau county, near the 
Main line of the Long Island railroad that would draw upon 
the stored rainfall in the deep sands and gravels there. A 
supply of 25 million gallons per day could probably be ob- 
tained in this way for several years, which might be enough 
to relieve the City from the danger of water famine until 
water from other and permanent sources could be secured. 

These w^aters are, however, at some distance from the 
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City and from the present conduit lines, their development 
would be expensive, and the operation of such works would 
eventually decrease the yield of the Ridgewood system in 
southern Xassau county. Such a project should only be con- 
sidered when other means to secure an additional water-supply 
have failed. 

ORI(;iX OF LONG ISLAND GROl^ND-WATERS 

The success of the proposed stations in western Long 
Island in securing an emergency supply for Brooklyn borough 
should not encourage The City to believe that an unlimited 
supply of water may be obtained from this part of the island 
by increasing the number of pumping-stations, nor should the 
many t4ieories suggested to explain the presence of water in 
the deep gravels be allowed to conceal the true origin of the 
vmderground waters of Long Island. 

No more water can be drawn from the sands and gravels 
of Long Island than results from the rainfall on its surface. 
If any further proof of the origin of these underground wa- 
ters on Long Island is needed than that provided by the known 
direction of ground-water movement shown by the slope of 
the surface of the water-table, it may be found in a cross- 
section of Long Island and the Connecticut shore. 

The hard, impervious gneiss, and the igneous rocks that 
outcrop on the Connecticut shore and the impervious clays that 
cover them on the mainland and in the sound, cannot possibly 
carry any water to Long Island. The porous strata do not 
reach the Connecticut shore, and should anv disturbance in 
the present equilibrium of the fresh and salt water occur on 
the north shore of Long Island, and any water come from 
the north, it will not be fresh ground-water but the salt water 
cf Long Island sound. The rock formations of Manhattan 
island and of the New Jerse^• shore just as surely cut off any 
flow of fresh water to Long Island from the west. 

The fallacy of a Connecticut or mainland origin for Long 
Island ground-waters has been shown by all competent geolo- 
gists who have considered this question ; notably by Professor 
\V. O. Crosby of the Massachusetts Institute of Technology, 
Boston, and by Mr. A. C. Veatch of the W S. Geological 
Survey. 
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RELATION OF CONSUMPTION TO SUPPLY OF 

BROOKLYN BOROUGH 

Total Amount of Supply 

The total present and prospective supply of tlie Borough 
of Brooklyn from available sources in western Long Island, 
is summarized in the following table: 



Safe Yield in Probable Yield ik 

Million Gallons Per Million Gallons Per 
Source Day During Years Day During Years 

OF Normal Rainfall of Deficient 

Rainfall 
^ » 

Present works of Ridgewood system .... 117 105 

Other works now supplying Brooklyn 

borough 18 16 

Total present supply ISB ISO 

Additional works In Ridgewood system 

now under construction 10 8 

Other works now being constructed for 

the supply of Brooklyn borough 15 12 

Total supply that should be avail- 
able during the year 1908 ICO 140 

Further supply from the Ridgewood sys- 
tem that might be secured from eight 
additional driven-well stations, and the 
completion of well systems at Wantagh, 
Massapequa and Sprin|;iield 28 25 

Additional supply that might be obtained 
from three new stations in Brooklyn 
borough 7 5 

Total supply for Brooklyn borough 
that may be made available .... 198 170 



The low rainfall yield in this table represents the probable 
delivery of the works during the next few years should these 
years be dry. The high rainfall of the past few years has 
filled the ground-water reservoirs and this storage will be 
drawn upon for several years to come. 

Consumption 

The present population of Brooklyn borough is estimated 
at 1,470,000, and the average supply from all sources in 1907 
was 145 million gallons per day, of which the Ridgewood 
system furnished 124 million gallons per day and other sources 
in the borough limits 21 million gallons per day. 

The per capita consumption of 98.6 gallons per day is low 
compared with that of the Boroughs of Manhattan and The 
Bronx, and is due largely to residential character of most 
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of the borough, to the borough having been insufficiently sup- 
plied with water for some years, and to the reduced pressure 
that has been maintained in the mains of the distribution 
system for much of the time since the shortage of water in 
the summer of 1905. The experience of the past offers little 
hope of any substantial reduction in the consumption below 
this figure. 

Relation of Consumption and Supply 

The relation between the estimated yield of the Brook- 
lyn works under conditions of nonnal rainfall and the con- 
sumption since a public water-supply was installed is shown 
graphically on Sheet 3, Ace. L 678. It should be noted that 
under these conditions the safe yield as it is termed in this 
report has generally been less than the consumption since 
1870, and that only an ample and favorable rainfall distribu- 
tion has saved the borough from longer periods of water short- 
age than have occurred. 

Since the year 1902, the consumption of the borough has 
been greater than the safe supply that the works would have 
yielded had the average rainfall of these years been normal. 
The present works could not have met the consumption dur- 
ing the past year had not the rainfall in western Long Island 
been considerably above the normal. 

Even with the additional stations now under constructicwi 
in the Ridgewood system and in the Boroughs of Brooklyn 
and Queens, there will hardly be enough water to supply the 
increasing consumption after the year 1909, if a normal rain- 
fall occurs for the next two years, and probably not enotigh 
water to meet the present consumption of the borough if a 
period of low rainfall ensues, assuming, as we must, that the 
present rate of increase in consumption continues. The precip- 
itation has been at or above the normal since 1896, with the 
exception of the year 1905, and it is not unreasonable to ex- 
pect now a period of low rainfall. 

The total supply of 195 million gallons per day from a 
complete development of all readily available sources in west- 
ern Long Island will not probably be sufficient to meet the 
present increase in consumption after 1913. Should a period 
of low rainfall set in, the total safe supply would very likely 
be reduced to 170 million gallons per day, which would hardly 
supply Brooklyn borough through the year 1910. 
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URGENCY OF RELIEF FOR BROOKLYN BOROUGH 

It is evident that if the present rate of increase in con- 
sumption continues an additional supply of water from new 
sources outside of western Long Island should be made avail- 
able for the Borough of Brooklyn in 1912, and that some wa- 
ter may be required from new sources by 1910 should a 
period of low rainfall occur. No immediate relief can be 
obtained from the Catskill Mountain sources, for it will be 
impossible to complete the works from Ulster county to New 
York City, including the proposed pressure tunnel under the 
East river, and deliver water from the north to Brooklyn 
borough before 1916, and perhaps not even before 1918. The 
only sources of supply that can be made available within the 
next five years, to provide a large supply of water to Brook- 
lyn borough, are the ground-waters of Suffolk county, and 
steps should be taken at once to develop these sources and 
bring a large supply to the City. 

The works necessary to collect and transport these waters 
to the City cannot, however, be completed for several years. 
In the meantime, the present sources in western Long Island 
should be immediately developed to their full capacity to pre- 
vent a serious shortage of water in Brooklyn borough. 

SUPPLY FROM SUFFOLK COUNTY GROUND- 
WATER SOURCES 

Suffolk county occupies the central and easterly portion 
of Long- Island and makes up about two-thirds of the entire 
area of the island. Its westerly boundary is only 30 miles 
from City Hall and but 16 miles from the limits of New 
York City. 

The broad plains of Suffolk county, with their coarse, open 
soils, provide one of the most remarkable opportunities known 
for the collection of a large water-supply. If these sources 
were made available, they could not only be quickly and 
cheaply developed to provide an emergency supply for Brook- 
lyn borough within the time in which it will probably be re- 
quired, but these sources could also be made to furnish a large 
permanent supply of excellent water for Brooklyn, as well as 
ether boroughs of New York City. 

By skillful development, this Suffolk County supply could 
be appropriated from the large volumes of water now running 
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to waste there, without . material injury to Suffolk County 
residents and without interfering with the growth of the 
county. 

SOURCES IN SUFFOLK COUNTY TO BE DEVEL- 
OPED FOR NEW YORK CITY 

The Suffolk County sources that would yield by far the 
best supply of water, and of which the development would 
cause the least disturbance to Suffolk County residents, are 
the ground-waters found in the deep sands and gravels of 
which the soils and substrata of Long Island are made up. 

Origin of Suffolk County Ground-Waters 

Like the ground- waters of western Long Island, the Suf- 
folk County waters have their origin in the rains and snows 
that fall upon the surface of the island. A large percentage 
of this precipitation sinks quickly through the loose, porous 
soils, into the deep strata of coarse sand and gravel, beyond 
the reach of vegetation and surface evaporation. The ground- 
waters thus collected in the deep porous strata move very 
slowly toward either the northerly or southerly shore of Long 
Island and finally escape into the sea. 

The deej) wells driven during the present investigations 
confirm previous conclusions that these I-ong Island ground- 
water sources are fed only by the rains and snows that fall 
upon the surface of the island, and are not supplied, as popu- 
larly supposed, by waters from the Connecticut shore. 

Quality of Ground-Waters 

The waters from the Suffolk County sources would, on 
the whole, be better than the ground-waters of the Ridgewood 
system because of the more favorable location proposed for 
the collecting works and the smaller population on the pro- 
posed Suffolk county watershed. 

The normal ground-waters in Suffolk county that are gath- 
ered outside of the villages, and at some distance from habita- 
tion, are remarkably soft, and all the ground-waters are nat- 
urally clear, colorless, and free from any pollution or infec- 
tion, because of the perfect filtration of the rain-water that 
takes place in passing through the surface soils, and the suf- 
focation and starvation of organic life that occur during the 
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months and years in which these waters remain in the earth. 
Altogether, these ground-waters are wonderfully pure, and 
in appearance, taste and temperature, are most attractive for 
domestic or industrial use. 

Ground-Waters of Southern Suffolk County 

The most favorable of the ground-water sources are the 
yellow water bearing strata forming the broad plains of south- 
ern Suffolk county. Large volumes of water could be made 
available from these sources, and their nearness to New York 
City, and the surface topography of the south shore, would 
permit both a rapid and an economical development. 

It is proposed to appropriate for New York City all the 
deep ground-waters that are not needed for local uses in south- 
ern Suffolk county, from the Nassau County line to Shinne- 
cock bay. 

The yellow gravels in southern Suffolk county are gen- 
erally deeper and more favorable for the collection of a large 
water-supply than the corresponding strata in Nassau county. 
The gray, cretaceous gravels below the gray and black clays, 
from which considerable water is drawn in the Ridgewood 
works of the Brooklyn system, are altogether absent in Suf- 
folk county, or, if they do exist, occur at such depths as Vo 
prohibit the development of any considerable supply from 
them. 

The north shore of Suffolk county is much less favorable 
than the southerly portion of the island as a gathering ground 
for a large water-supply. The surface soils and substrata 
of the glacial moraines are, in general, finer, more compact 
and therefore more impervious; and the much greater depth 
to the ground-waters, the smaller catchment area and the more 
irregular topography of the surface would make an extensixe 
development of the ground-waters there more difficult and 
expensive. 

Ground-Waters of the Peconic Valley 

A complete development of the available Suffolk County 
ground-water sources should, however, include the surplus 
ground-waters in the coarse sands and gravels of the Peconic 
valley. This valley Hes at the hea^ of the Great Peconic bay, 
between the two morainal hills, into which the main ridge, or 
" back bone '' of the island, divides in eastern Nassau county. 
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The amount of water to be obtained from these Peconic 
Valley sources would not be large, even without any reserva- 
tions for local uses, but the collection of the water should not 
be expensive, and it could readily be delivered to the main 
south shore works. 

AMOUNT OF WATER TO BE APPROPRIATED FRO.M 

SUFFOLK COUNTY SOURCES 

Area of Ground- Water Catchment 

The total catchment area of these Suffolk County sources 
amoimts to about 332 square miles. Of this, 294 square miles 
represent the drainage area of the south shore ground-water 
sources and 38 square miles the catchment area of those in tlie 
Peconic valley. 

Total Yield of These Sources 

The average annual rainfall on the Suffolk County water- 
sheds is estimated as 45 inches. It is safe to estimate that 37 
per cent, of this rainfall, or 16.7 inches depth, which is equiva- 
lent to an average daily yield of 800,000 gallons per square 
mile, can be secured from these Suffolk County catchment 
areas if an adequate amount of ground-water storage is made 
available in years of extremely low rainfall. This estimate is 
based upon the amount of water now being obtained from the 
sources of the Ridgewood system of the Brooklyn works in 
western Long Island, and upon the yield of other similar 
drainage areas. 

The normal yield of the ground- water catchment area of 
the old watershed of the Ridgewood system is about 900,000 
gallons per day per square mile, or 43 per cent, of the average 
rainfall of 44 inches in western Long Lsland. It appears that 
both the old and the new watersheds, if fully developed, will 
yield nearly 1,000,000 gallons per day per square mile during 
years of norma] rainfall. Pairopean watersheds of similar 
character, on which the rainfall is much less than on Long 
Island, have delivered for some years from 40 to 30 per cent, 
of the rainfall, and it would be reasonable to expect an equally 
large or even greater percentage of collection from these Long 
Island catchment areas because of the larger rainfall here. 

On the basis of a unit yield of 800,000 gallons per day per 
square mile, the total average collection from the catchment 
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area of 332 square miles in southern Suffolk county and in the 
Peconic valley would be 266 million gallons per day. 

Xet Supply to be Appropriated for New York City 

If the complete development of these deep ground-waters 
should, in the future, deprive the Suffolk County people of 
their sources of water-supply, seriously lower their ponds and 
streams, or in any way prove detrimental to their interests, 
sufficient water for all real needs should certainlv be reserved 
to them. New York City must recognize the priority of right 
of the Suffolk County towns to sufficient water to satisfy all 
reasonable demands for domestic water-supply. 

Even if it appears that the collection of the deep ground- 
waters might possibly interfere with local sources of supply, 
it would seem best that New York City should completely de- 
velop these ground- waters and reserve, if necessary, from the 
total yield the water required for local needs. This plan would 
be preferable to the alternative of setting aside portions of the 
catchment area for local uses. 

The amount of water that need be thus reserved in Suffolk 
county for the supply of the local population and for the uses 
of the few manufacturing interests, or that might be lost in 
maintaining the levels on some of the south shore streams, 
would be a small part of the Avhole, and would not for many 
years greatly diminish the net supply that could be conveyed 
to New York City. 

The present resident population in the watershed is about 
39,000, of which it is estimated that only 17,000 are within 
the area that would be affected by the operation of the pro- 
posed collecting works. The larger number represents, per- 
haps, more nearly the population that would be supplied from 
the proposed works, and this number is increased for a few 
months of the year by the summer visitors. It seems very 
unlikely that 50 years hence, say in 1960, the total population 
to be supplied would exceed 100,000. If this entire popula- 
tion were provided with water, they would not probably require 
more than IS to 20 million gallons per day. 

With the probability of a larger unit yield from the Suf- 
folk County watersheds than has been adopted in these esti- 
mates, there would be no difficulty for many years in appro- 
priating for New York City a net supply of 250 million gallons 
per day. 
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METHOD OF COLLECTING GROUXD-WATER 

It is proposed, in general, to collect these Suffolk County 
ground-waters before they escape into the sea, on lines that 
would permit of a maximum yield of the catchment area, con- 
sistent with a reasonable security against any pollution or im- 
pairment of the quality of the supply. 

On the lines of development in Suffolk county that are 
suggested on the general map, Sheet 4, Ace. 5602, page 26, it is 
proposed to acquire a right-of-way, 600 to 1000 feet in width, 
in order to prevent the encroachment of dwellings on the col- 
lecting works, and thoroughly protect the ground-waters from 
pollution. This width of right-of-way would also permit of 
securing pleasing landscape effects and of constructing high- 
ways lengthwise of the island leading to and from New York 
City. These improvements would add much to the attractive- 
ness of the project and greatly facilitate the efficient operation 
of the proposed works. 

Wells and Pumping System 

The ground-waters could best be collected on these loca- 
tions by means of a continuous line of deep wells constructed 
at intervals along the center of the right-of-way. It is pro- 
posed to pump the water from these wells by means of suitable 
deep well pumi)s and electric motors, each of which would be 
operated independently from substations at intervals of about 
four miles. All would be driven from a central power-station 
to be located at tide-water on the Great South bay. 

Collecting Works in Southern Suffolk County 

The location proposed for the collecting works in southern 
Suffolk county is, for much of its length, in the scrub oaks 
and pine barrens, only sparsely settled and but little farmed. 
The works would be everywhere north of the large villages 
and the scattered farms and summer residences, and at some 
distance from the many ponds along the south shore. 

The land on this location should not be expensive, nor the 
consequential damages large. The collection of the ground- 
waters on this location would disturb only a few residents of 
southern Suffolk county, and would hardly affect the water- 
levels in many of the streams and p)onds. 

This location would furthermore provide an insurance of 
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the continued purity of the supply. There would be little 
danger of pollution of the ground-waters by the local popula- 
tion. More important still, the distance from the south shore 
bays to the collecting works would be sufficient, under reason- 
able conditions of operation, to protect the proposed works 
from the infiltration of sea-water which, because of its greater 
specific gravity, fills the deep strata at some distance from 
the shore. If this salt water were permitted to reach the wells 
of the proposed works, the mineral contents of the ground- 
water would be greatly increased and the supply would become 
extremely hard and quite undesirable for both domestic and 
commercial uses. 

Fresh-Water Reservoirs on the Salt-Water Estuaries 

To further safeguard from the sea-water the supply col- 
lected on the above location, it is proposed, on the estuaries 
of the larger south shore streams, to construct low earth dams 
and create reservoirs of fresh waters that would crowd out 
the sea-water in the underlying sands and gravels and minimize 
the danger of the salt water reaching the wells of the proposed 
collecting works. Reservoirs are proposed on the Connetquot 
river, Brown's creek, Patchogue creek, Swan river. Mud creek. 
Carman's river. Forge river, Terrell river, Seatuck creek, Spe- 
onk river, Beaverdam creek and Quantuck river. 

These dams and reservoirs, with the proposed roll ways and 
locks on the larger estuaries, would improve boating and navi- 
gation on these streams and greatly increase their natural 
beautv. 

Branch Lines for Additional Storage 

Even with these protecting works there would, at times, 
be danger from sea-water, if large volumes of ground-water 
storage were drawn on this south shore location during long 
periods of extremely low rainfall to maintain the normal yield 
of the catchment area. It is proposed, therefore, to construct 
collecting works on three branch lines, to Melville, Lake Grove 
and Middle Island, respectively, by which to secure additional 
ground-water storage from the deep water bearing strata in 
the center of the island. 

Deep wells are proposed within a wide right-of-way as 
on the main south shore line. It would be possible on these 
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branch lines to pump large volumes of ground-water during 
periods of extreme drought, without danger from sea-water. 

Collecting Works in the Peconic Valley 

The ground-waters of the Peconic River valley could be 
developed by means of a line of wells along the south bank 
of the Peconic river from Riverhead to Calverton, on a strip 
of undeveloped land averaging perhaps a thousand feet in 
width. A transmission line would be constructed from the 
central power-station on the south shore, to furnish power foi 
pumping these wells. 

Utilization of Flood Flows in Surface Streams 

In order to avoid the loss of the flood flows which occur in 
the larger surface streams of Suffolk county, it is proposed 
on the Carirs river, Connetquot brook, Patchogue river and 
Carman's river, to construct small storage reservoirs or infil- 
tration basins above the main line of the collecting works. 
The existing ponds on the Peconic river would serve to im- 
pound the flood flows of that stream. By means of wells 
driven about the margins of these basins, the surface-waters 
would be drawn through the coarse sandy bottoms, and de- 
livered completely purified to the transportation works as 
" artificial ground-water." 

These reservoirs are planned to be in operation only at 
times when the flow of the streams is in excess of their normal 
summer discharge. They would not be used to regulate the 
delivery of the deep ground-waters, and the present surface 
ponds would be equally valueless for this purpose in the sys- 
tem of ground-water collecting works proposed. The ground- 
water storage in the deep sands and gravels could be made 
ample in volume to meet the fluctuations in the ground-water 
yield, and would be preferable to any surface storage. 

Removal of Iron 

The present investigations indicate that it would not at 
first be necessary to treat these Suffolk Coimty waters for the 
removal of iron. Should the iron contents increase, and such 
treatment be required after some years of operation, the works 
necessary for the treatment of the water could readily be con- 
structed in the sections where the amount of iron is high. 
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PROTECTION OF SUFFOLK COUNTY INTERESTS 

One of the first steps toward the acquisition of the Suffolk 
County waters should be that of safeguarding local water- 
supplies, and providing ample protection to all Suffolk County 
interests. 

The people of Suffolk county fear that the diversion of 
any of their water to New York City would interfere with the 
growth of the county and be detrimental to their agricultural 
interests and other industries. The owners of large estates 
and members of the clubs on the south shore believe that the 
appropriation of Suffolk County waters would reduce in 
volume the flow of their streams, lower the surface of their 
ponds, and thus greatly detract from the beauty and enjoy- 
ment of their property. 

The groimd-water works of the Ridgewood system in 
Nassau county were hastily constructed in times of severe 
water shortage in Brooklyn, and for reasons of economy were 
placed near existing conduit lines that had been originally 
located to secure only a surface-water supply. Because of the 
methods of collecting the ground-water adopted, and the un- 
fortunate location of these works near the south shore towns, 
their operation has caused some annoyance to local residents 
and has given the people of Suffolk county some reason for 
their fears. It is believed, with the more favorable location 
proposed for the Suffolk County works, north of the south 
shore villages, and by the better methods of collection that are 
here suggested for the new Suffolk County system, that much 
of the annoyance, that has occurred in Nassau county, may 
be avoided. 

Amount of Suffolk County Water Being Utilized 

The Suffolk County waters are now being utilized only to 
a limited extent for the supply of the resident and transient 
population, for street and lawn sprinkling, boiler feed, wash 
water and water-power. The amount of ground- water used 
for domestic and commercial purposes is relatively small, and 
the w^aters of many of the surface streams at present run to 
waste and serve no useful purpose. 

The total amount of water that is now used within the 
watersheds that it is proposed to develop is estimated as fol- 
lows : 
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Million 
gallons 
per day 



Public water-supply (maximum ground-water pump- 
age of local water- works in summer months) .... 5 

Steam-power, wash water and other small commer- 
cial uses (surface and ground- waters) 1 

Water-power (average flow of surface streams that 
may be utilized for power) about 80 



Total amount of water used 86 



Local Water-Supply 

Water for domestic supply, steam-power, wash water and 
similar uses would need to be supplied by Xew York City from 
the proposed works, at a reasonable price, in the event of the 
proposed collecting works interfering with the present sources 
of supply. The Suffolk County towns should receive positive 
assurances that New York City will make good to them the 
ground-water of which the proposed collecting works might 
deprive their local works, and that in the future The City 
would always provide these towns with an ample supply of, 
water, as the population increases. 

Surface Streams 

While any plan to appropriate the surface streams should 
be frankly disclaimed, it is hardly conceivable that a com- 
plete development of the deep ground-waters would not even- 
tually result in some lowering of the surface ponds and m 
some decrease in the flow of the streams that are near the 
location of the proposed collecting works, unless tbe works 
are planned, as now proposed, to properly maintain these nat- 
ural features. 

Many of the small ponds and streams along the south 
shore are, however, so far from the proposed works that their 
surfaces would be maintained by the rainfall on their imme- 
diate watershed and would be but little affected by any lower- 
ing of the ground-water on the location proposed. 

A small amount of water-power is developed on the larger 
surface streams. If the normal flow of these streams should 
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be decreased by the operation of the ground-water works, the 
power could be replaced at comparatively small expense by 
steam plants or perhaps by electric power from the proposed 
central f>ower-station for the operation of the well system. 
The total hydraulic equipment now in use on the surface 
streams is estimated to aggregate only 220 horse-power. 

Maintenance of Surface Ponds 

The objections of the owners of the streams and ponds 
which form such an attractive feature of southern Suffolk 
county should not be difficult to meet, if the owners are ap- 
proached in a spirit of fairness and good will. These people 
do not care to sell their ponds and streams, or the lands 
adjacent to them, nor do they wish to have the surfaces of 
their ponds lowered to an extent that would expose unsightly 
banks. 

The large volumes of water now running to waste over the 
spillways of many of these ponds do not, however, appear es- 
sential either to the attractiveness of these ponds or to the 
wholesomeness of their waters. A reduced flow would answer 
in most cases equally as well, and little complaint should arise 
as long as the ponds remained full. 

If, however, the operation of the proposed works lowered 
the water in any ponds below their spillways, sufficient water 
should be delivered to these ponds from the proposed col- 
lecting works, to maintain the surface of the ponds at' or very 
near their spillway level, as the Brooklyn department is how 
doing at Massapequa lake, a pond just below their collecting 
works. 

But little of the water thus diverted to these ponds would 
be really lost as long as the ponds were kept at the level of 
or slightly below the crest of the spillw^ays, because most of 
the water would be drawn back to the collecting works through 
the bottoms of the ponds and the pore spaces of the earth. A 
complete and continuous circulation through the ponds would 
thus be created, and the wholesomeness of their waters and 
their original volume and appearance would be preserved. 
If it were not feasible to divert water from the aqueduct, a 
continuous circulation could be maintained by means of small 
independent pumping units located a short distance above the 
ponds. 
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The only cost of keeping up these pond levels would be 
that of pumping from the ground the water required for the 
circulation, and doubtless the expenditure would be well worth 
while, aside from the value of maintaining the appearance of 
the ponds, in that a full pond would protect the collecting 
works against the entrance of sea-water from the south shore 
bays. 

If it should happen that the pumping at the proposed works 
lowered the water in any ponds that were so near the soutli 
shore, or so far from «the collecting works that little or none 
of the water delivered from the collecting works would, return, 
it would, perhaps, be even more satisfactory to lower the spill- 
ways and dredge out the beds of these ponds to remove any 
shallows uncovered in the lowering of the water-level. The 
original depths and areas of water surface with attractive 
slopes of clean sand and gravel could be secured by this means 
at no great expense. The dredging of the loose sands and 
gravels from the beds of these ponds could be done very 
cheaply, and the adjacent swamps and low salt marshes could 
be greatly improved by delivering the dredged material to 
them and raising their surfaces. 

Agricultural Interests 

The isolated householders and the owners of the few farms 
that are located north of the south shore villages, in the vicin- 
ity of the proposed collecting works, would doubtless expect 
compensation from The City for any material lowering of 
the water in their wells and for any damage to their crops 
that might be caused by the operation of the proposed works, 
and The City would expect to pay all reasonable claims of this 
kind. Such claims would, however, be minimized by the pur- 
chase of a right-of-way 1000 feet in width, since the depres- 
sion of the surface of the ground-water outside of this right- 
of-way would be comparatively small. The number of these 
claims would, at any rate, be few on the proposed location 
of the collecting works, for much of the line is in the scrub 
oak and pine barrens, far from habitations. 

Investigations have shown that when the ground-water sur- 
face is over five feet below the surface of these coarse Suf- 
folk County soils, no moisture reaches the surface or the roots 
of vegetation through capillary action. 
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Only 15,000 acres or 7 per cent, of the entire surface 
of the proposed Suffolk County watersheds, of 332 square 
miles, or 212,000 acres, is less than five feet above the ground- 
water, so that the crops, the trees and other vegetation on the 
remaining 93 per cent, is now w^atered entirely by the rains 
tliat slowly percolate through the soils to the deep water bear- 
ing strata. 

The adequacy of this source of moisture for growing crops 
has been demonstrated by the Long Island experiment station 
at Medford, where the ground-water is 40 feet below the 
surface of the ground. Excellent crops of all kinds were 
grown there last year, where nothing but scrub oak existed 
before. 

Of the 7 per cent, of the entire watershed surface, 
which is perhaps near enough to the ground-water surface to 
derive some moisture from it, 10,100 acres, or hardly 5 per 
cent., is near enough to the proposed collecting works to be 
effecte<l by their operation, and 4.000 acres or 40 per cent, of 
this is water surface or meadow and swamp lands that would 
be improved by the lowering of the water-table below the top- 
soils. Damage could not possibly occur on more than 6,100 
acres, or 2.9 per cent, of the catchment area, and of this only 
850 acres, or 0.4 per cent, of the whole watershed is now under 
cultivation. 

Other Siffolk Coi'xtv Indistries 

Many of the objections raised in Suffolk county by the 
opposition to the appropriation of the surplus waters of Suf- 
folk county are not w'ell founded, and it should not be difficult 
to show this to those who present them. Much has been said, 
for example, about the danger to the oyster industry, of divert- 
ing from the south shore bays any portion of the fresh water 
that now enters. 

It can be shown that the fresh water that it is proposed to 
appropriate for New York City could be diverted from the 
Great South bay without much harm to the oyster industry. 
A small portion of the beds might be slightly injured by the 
increase of the salinity of the water, but this injury would be 
offset by the increase in salinity of the water in other portions 
of the bay, where the water is now too fresh for the proper 
growth of the oyster. The slight increase in salinity in the Great 
South bay would not affect the food supply of the oyster. 
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change the character of the bottom of the bay, nor materially 
increase the growth of the starfish and other enemies of the 
oyster. The conditions for the culture of oysters in Shinne- 
cock bay, after the proposed diversion of the ground-waters, 
would be more favorable than at present, because the waters 
of this bay are somewhat too fresh for the oyster, even with 
the salt water that enters through the canal from Peconic bay. 

Advantages to Suffolk County in the Proposed Works 

The residents in Suffolk countv should not overlook the 
many advantages to be gained by them in the construction of 
the proposed works. While a few would doubtless be incon- 
venienced during the period of construction, the building of 
new highways parallel with the south shore would make large 
areas of Suffolk county more accessible, and the improvements 
proposed on the right-of-way that The City purchases would 
add much to the attractiveness of the country through which 
the works would be constructed. 

The money that would be expended here by New York City 
in land purchases, and the amounts that would be disbursed 
for labor and materials, would mean much to the material 
prosperity of the county for many years. The water-supply 
that would be furnished the residents of Suffolk countv from 
the proposed aqueducts would be ample in volume, and of a 
better quality than that now supplied from some of the pump- 
ing-stations within the village limits. 

TRANSPORTATION OF SUPPLY TO NEW YORK 

CITY 

^Iasonrv Cut-and-Cover Aqueducts 

It is proposed that the ground-water collected in Suffolk 
county be conveyed to New York City in cut-and-cover aque- 
ducts of concrete masonry similar to that being constructed 
on the CjLtskill works. For a large permanent supply that is 
to be transported some distance, this character of construction 
is cheaper, both in first cost and in operation, than steel-pipe 
lines, and is much more durable. 

The waters in southern Suffolk county could be conveyed 
entirely by gravity in this type of masonry aqueduct, from 
the easterly limit of the collecting works to a pumping-station 
in Brooklyn, where the waters would be raised to a distributing 
reservoir or delivered directlv to the Citv mains. 
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The Peconic Valley waters could be similarly conveyed in 
a cut-and-cover aqueduct to a pumping-station near River- 
head. From this point, it is proposed to pump these waters 
through cast-iron pipes over the divide separating the Peconic 
valley from the southerly slope of the island, to the main south 
shore aqueduct at Westhampton, through which they would 
flow by gravity to Brooklyn borough, mingled with the waters 
of southern Suffolk county. 

The general location of these Suffolk County aqueducts 
are shown on Sheet 4, A)cc. 5602, page 26. 

Capacity 'OF Proposed Aqueducts 

It is proposed to make the nominal capacity of the main 
aqueduct through Nassau county, Queens borough and Brook- 
lyn borough, by which ta transport the proposed supply from 
Suffolk county, 250 million gallons per day. 

The capacity of this aqueduct from Smith's pond to Brook- 
lyn may be readily made 300 million gallons per day by in- 
creasing the slope between these points. This additional 
capacity would permit inspection and repairs on the old brick 
conduit of the Ridgewood system, which now cannot be put 
out of service for this purpose without imperilling the supply 
of Brooklyn borough. 

The main aqueduct in Suffolk county need not be con- 
structed of the full capacity beyond Great River, which is 15 
miles from Nassau county. It is planned to provide for the 
aqueduct in any section a carrying cai>acity proportional to 
the tributary catchment area, and to make the aqueduct suffi- 
ciently large to permit the transportation of the maximum 
pumpage of all portions of the collecting works. The size of 
the aqueduct would be successively reduced by amounts corres- 
ponding to capacities of 25 to 50 million gallons daily, until 
at the junction of the Peconic aqueduct, east of Westhampton, 
its cajjacity would be only 100 million gallons per day. The 
last few miles of the main line need not have a daily capacity 
in excess of 25 million gallons. 

The Peconic \'alley aqueduct, the force main and aqueduct 
from Riverhead to Westhampton, and the three branch con- 
duits to the center of the island, are each planned to have a 
nominal capacity of 50 million gallons per day. 
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CONSTRUCTION OF SUFFOLK COUNTY WORKS 

With the introduction of the Catskill supply within the 
next few years, the needs of New York City would not require 
immediately the entire supply of 250 million gallons per day 
from the Suffolk County sources. The small margin between* 
the consumption and supply in Brooklyn, the exhaustion of 
available sources in western Long Island and the impossibility 
of securing immediate relief from the Catskill sources, make 
it imperative, however, to complete at an early date such por- 
tions of the proposed Suffolk County works as would supply 
sufficient water to place this portion of the City beyond any 
danger of a water famine. 

First Works to be Built 

The first stage of construction of the Suffolk County works 
would naturally include the main aqueduct of full size from 
Ridge wood in Brooklyn borough to Great River, about 15 miles 
from the Nassau-Suffolk County line, the collecting works of 
this first section in Suffolk county and as much of the central 
power-station, transmission works and the pumping-station in 
Brooklyn as would be necessary for this development. 

The south shore of Long Island presents no obstacles to 
the most rapid construction of the proposed works. Under 
favorable circumstances, the great part of this first section of 
the Suffolk County works might be completed by the year 
1912, and would provide a normal supply of 70 million gallons 
per day. This amount of water would probably be sufficient 
for both Brooklyn and Queens boroughs for six or eight years 
after its introduction without any water from the north. 

The next stage in the construction of the aqueduct lines 
and collecting works in Suffolk county would be the section of 
15 miles from Great River to South Haven, which, with the 
first, would yield 150 million gallons per day. Following this, 
the remainder of the south shore works, about 19 miles in 
length, would be built to a point near Quogue, when about 
220 million gallons per day could be obtained from the entire 
works. The Peconic Valley collecting works, about four miles 
in length, and the force mains and aqueduct from Riverhead 
to the south shore, a distance of about six miles, would next 
be constructed to secure the entire supply of 250 million gallons 
per day, after which the three branch lines, aggregating about 
24 miles, would be built to make available the storage neces- 
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sary to maintain this supply during periods of deficient rain- 
fall. 

Emergency Supply in 1910 

An emergency supply from Suffolk county nearly as great 
as that from the first stage of construction could, perhaps, be 
delivered to Brooklyn borough by 1910 if the Department of 
Water Supply begins at once the extension of the 72-inch 
steel-pipe line from Clear stream to Massapequa and constructs 
the two pumping-stations at Massapequa and Wantagh, as 
now proposed. 

The 72-inch pipe-line is designed to carry 50 million gallons 
per day on a gradient of 2.2 feet per mile when pumping from 
Massapequa and Wantagh against the full distribution pressure 
in Brooklyn borough. At times of low rainfall, when the Suf- 
folk County supply would be most needed, there would be an 
excess capacity in this pipe-line of 40 million gallons per day. 
By increasing the gradient slightly, doubtless 50 million gal- 
lons of Suffolk County water could be delivered through this 
line against the full City pressure. The excess capacity that 
would be provided at the Massapequa station should be ample 
to pump this amount of water. 

The first Suffolk County works should, therefore, be so 
planned that the construction necessary to deliver this amount 
of water could be completed, if possible, by 1910. The de- 
velopment of this emergency supply would require only a por- 
tion of the works included in the first stage of construction 
and would postpone a large expenditure on Long Island until 
a much larger supply was required. 

The first 10 miles of the Suffolk County collecting works 
and aqueduct, and about two miles of the main aqueduct from 
the Suffolk County line to Massapequa supply pond would be 
built first, and a steel or concrete pipe constructed on the City 
property from the end of this aqueduct along the east side of 
Massapequa pond to the new pumping-station proposed by 
the Department of Water Supply. The Suffolk County aque- 
duct would be high enough to deliver the water by gravity to 
this pumping-station. 

To avoid the immediate purchase of the right-of-way be- 
yond the first 10 miles of the collecting works and the con- 
struction of the proposed central power-station at Patchogue, 
a temporary power-house could be built on the right-of-way at 
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the Hempstead branch of the Long Island railroad near Baby- 
lon, to furnish power for the operation of the well system. 

Only a small part of these preliminary works need be aban- 
doned on the completion of the main aqueduct to the proposed 
pumping-station in Brooklyn. Much of the equipment of the 
temporary power-house could become a part of the permanent 
central power-station, and the pipe-line to the proposed Massa- 
pequa pumping-station could well serve to deliver a portion 
of the Nassau County supply into the main Suffolk County 
aqueduct, when it should be necessary in the future to make 
repairs on the Ridgewood conduits. 

COST OF SUFFOLK COUNTY SUPPLY 

The estimated cost of the complete works by which a total 
supply of 250 million gallons per day would be available is 
$47,173,000. 

The cost of this Suffolk Countv water for each million 
gallons delivered into the distribution system of Brooklyn 
borough would be about $44.18. This includes ample allow- 
ances for operating expenses and depreciation, for the payment 
of interest at four per cent, on 50-year bonds, and for a sink- 
ing fund drawing 3 per cent, interest to pay off bonds when 
they mature. No allowance is made, however, for interest 
payments during the period of construction. 

Comparison with Other Estimates and Other Works 

In the report on the future extensions of Water Supply 
of Brooklyn, Mr. L M. de Varona, in 1896 (see Tables 46 
and 47 of his report), it was estimated that the cost of a supply 
from Suffolk county of 100 million gallons per day would be 
$39.03 per million gallons. Mr. de Varona's plan was to de- 
velop about the same territory as here suggested at Stage 2. 

It was proposed, however, to use steel-pipe lines instead 
of masonry aqueducts and to make a much less extensive de- 
velopment of the ground-waters than now estimated upon. 
(See pages 23 and 24 of the Brooklyn Report.) 

Mr. de Varona's estimate of 1896 of $39.03 per million 
gallons for the Suffolk County water, should probably be in- 
creased now by $2 or $3 and perhaps more, to make: it com- 
parable with the present estimates, because of the present 
8-hour day, the increase in wages, the higher rate of interest, 
and the larger allowance for depreciation and taxes that has 
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been made. (See Mr. John R. Freeman's report on New York's 
Water Supply, Appendix 15, page 532.) 

The present cost of the supply from the Ridgewood sys- 
tem, delivered at the Ridgewood pumping-station into the dis- 
tribution system, is estimated at $45.69 per million gallons, 
but this includes the interest and sinking fund charges on 
some bonds that have been retired. The actual cost to-day 
does not probably exceed $36 per million gallons. 

The estimated cost of the Catskill supply delivered in 
Brooklyn borough, including fixed charges and operating ex- 
penses, is about $45 per million gallons, which is practically the 
same as that of the Suffolk County water. When, however, the 
works are paid for 50 years hence and the bonds retired by 
the operation of the sinking fund, the water from the Catskill 
works would be cheaper to the next generation because of 
the larger operating expenses of the Long Island works. 

Summary of Cost of Suffolk County Works 

The total expenditure on the proposed Suffolk County 
works at each stage of construction, the probable safe yields 
of the works, and the cost of the water per million gallons, 
are shown below: 



Stage of 
Construction 



Description 



Probable 
Yield of 
Works at 
this Stage 
Million Gal- 
lons Daily 



Estimated 
Total Cost 
OF Con- 
struction 



Cost of 
Water Per 

Million 

Gallons 

Delivered 

INTO City 

Mains 



Preliminary. . Ten miles of collecting 
works and aqueduct to 
Massapequa 50 

1 Complete works, Brooklyn 

to Great River 70 

2 Additional, Great River to 

South Haven 150 

3 Additional, South Haven to 

Quogue 220 

4 Peconic Valley works, West- 

hampton to Riverhead 

and Calverton 250 

6 Three branch lines 250 



$7,153,000 
21,742,000 
30,262.000 
38,355,000 



40,479,000 
47.173,000 



$37.78 
62.21 
44.53 
40.12 



39.24 
44.18 



The cost of each million gallons of water delivered to the 
City on the completion of the first stage of construction is 
seen to be $62.21, including allowances for interest and sink- 
ing fund. This is much greater than the final unit cost of the 
water when the entire works are finished, because this first 
cost includes the charges on the large masonry aqueduct to 
Brooklyn borough and on portions of the collecting works 
and pumping-station, which should be built, at first, of full 
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capacity for the complete development. The branch lines add 
materially to the cost of the supply, but they are essential to 
the most complete development of the flood waters of the larger 
surface streams as well as an insurance against the reduction 
of the yield during long periods of low rainfall. They may, 
however, be deferred for several years after the completion 
of Stage 4, until the demand for Suffolk County water ap- 
proaches the average yield of the watershed, and the water- 
table has been depressed near the south shore through the 
operation of the collecting works. 

Annual Expenditures 

The Suffolk County works would not require a large ex- 
penditure for several years. Of the cost of the preliminary 
stage of development, the entire sum of $7,200,000 would not 
probably be needed until some time after the first 10 miles of 
the collecting works were in operation, because only at that 
time would there be any claims for water damages, and much 
of the work of improvement of the right-of-way could not 
be completed until the works were built. The entire cost of 
the works, comprising the first stage of construction would be 
likewise deferred. 

The sums that might be required each year until the first 
stage of construction was completed and water was being 
delivered through the large masonry aqueduct to Brooklyn, 
are estimated as follows: 

Preliminary, land, etc $1,000,000 

First year of construction 2,500,000 

Second year of construction *3,700,000 

Total preliminary stage 7,200,000 

Third year of work 3,500,000 

Fourth year of work 6,000,000 

Fifth year of work 5,000,000 

Additional first stage $14,500,000 

Total on completion of first stage of con- 
struction $21,700,000 

* Completion of preliininary stage 
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If it were decided, on the completion of the preliminary 
works, to defer the first stage of construction, which includes 
the large masonry aqueduct to Brooklyn until perhaps 100 or 
150 million gallons per day were needed from Suffolk county, 
the final expenditure in the third year would be only the cost 
of the preliminary works, $7,153,000. The above figures are 
based upon a more rapid rate of progress than is ordinarily 
attained on public work of this magnitude; but the work is 
of the easiest description and the needs of Brooklyn are so 
urgent that the works should, if possible, be finished within 
the time here estimated. 

PROVISIONS FOR COMPLETE DEVELOPMENT OF 

SUFFOLK COUNTY SOURCES 

The diagram of consumption, Sheet 3, Ace. L 678, brings 
out clearly the fact that the water-supply of Brooklyn borough 
has been inadequate for much of the time since a public water- 
supply was introduced there in 1839. The present works are, 
for the most part, of a temporary character, and were built 
piecemeal, year by year, to meet the urgent needs for addi- 
tional water-supply. 

It would seem but fair to Brooklyn borough, when further 
construction is planned on Long Island, to lay out the new 
works of full capacity for the complete development of Suf- 
folk County sources, in order that there may be, in the future, 
no chance for the recurrence of another shortage of water. 
It would be to the advantage of the entire City to have another 
large independent supply in addition to those from the Ridge- 
wcx)d, Croton and Catskill sources. 

The ground-waters of the Suflfolk County sources are of 
excellent quality. The watersheds from which this water may 
be obtained are too near the City, and the available supply is 
of too great a volume to be neglected by New York City in 
providing for its future population. 

At the present rate of increase in the consumption of water 
in New York City, the entire yield of all the sources of water- 
supply, including the development of 500 million gallons per 
day from the Catskill sources, will be needed within about 
20 years. The Suflfolk County sources would probably furnish 
the cheapest supply at the expiration of that time, and if not 
developed now, would be required then. Since a portion of 
the supply from these sources is now necessary for the relief 
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of Brooklyn, the future may be best provided for by building 
the main aqueduct of full capacity to ultimately carry the 
entire yield of the Suffolk County sources. 

Development of 150 Million Gallons Per Day 

A less complete development than that proposed might be 
made of the ground-waters from Nassau county to South 
Haven, which are included in the first two stages of the works 
for full development. With the Melville and Connetquot 
branches, this project would provide a supply of 150 million 
gallons per day at a cost of $30,565,000. 

Except in the small size of the main aqueduct, these works 
would be identical with those for the complete development of 
250 million gallons per day. These works could be built in 
the same time as the larger development and could be similarly 
developed to furnish an emergency supply of equal amount to 
Brooklyn borough. 

Temporary Developments 

If it were deemed inadvisable to secure at this time a per- 
manent supply from Suffolk County sources, a temporary de- 
velopment of 50 million gallons per day could be made at a 
much reduced cost. This development would correspond to 
the preliminary stage of the permanent works, and would in- 
clude a masonry aqueduct with a nominal capacity of 50 
million gallons per day, from the proposed Massapequa pump- 
ing-station to Babylon, about 10 miles from the Nassau County 
line. This temporary supply would be delivered to the City, 
as before, through the proposed extension of the 72-inch steel- 
pipe line. 

For these temporary works, eight driven-well plants of the 
same character as those of the present Brooklyn plants would 
be built about a mile apart, along the line proposed for the per- 
manent works. The full width of right-of-way for the con- 
tinuous development would only be purchased where the wells 
were driven, and the highways and other public improvements 
previously suggested would be omitted. 

The cost of these temporary works would be about 
$2,991,000. 

This does not include any provision for securing storage 
from the center of the island, as estimated upon in the perma- 
nent works. As the highways and other improvements are 
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also omitted, the total cost of the works and the annual charges 
are not exactly comparable with the other estimates. 

It is assumed that these temporary works would have a 
life of 10 years, at which time there would be an ample supply 
of water from the Catskill sources to meet the needs of the 
Long Island boroughs of New York City, and that Suffolk 
County waters would no longer be needed. The equipment, 
much of which would have greatly depreciated at the end of 
10 years, would then be disposed of. 

By increasing the pumping capacity at the Massapequa 
station and providing additional pumps at or near Ridgewood 
to pump against the distribution pressure, the proposed 72-inch 
pipe-line could be made to deliver to the City from Massa- 
pequa 100 million gallons per day in excess of the amount of 
water from the Ridgewood system that would be pumped 
through this pipe during periods of low rainfall. 

A temporary development of 100 million gallons per day 
similar to the first temf>orary project has, therefore, been esti- 
mated upon. This supply could be obtained from the first 20 
miles of the Suffolk County line from Nassau county to Say- 
ville by temporary driven-well stations as before. The cost of 
the works, including additional pumpe at Massapequa and 
Ridgewood would be about $6,737,000. 

Comparison of Annual Charges and Cost of Water 

The fixed charges and operating expenses of the temporary 
works and also the permanent project for 150 million gallons 
per day are compared in Table 2 with those for the complete 
dev'elopment of 250 million gallons per day. The fixed charges 
include interest payments at four per cent, on 50-year bonds, 
and an allowance of 0.887 per cent, a year for a sinking fund 
paying three per cent. The operating expenses include liberal 
amounts for taxes, operation, maintenance and depreciation. 

It is evident that between the two projects for permanent 
development of the Suffolk County sources, the economy of 
the second one for 150 million gallons per day does not offer 
a sufficient saving, either in the preliminary or the final stage 
of construction, to offset the advantages of the larger aque- 
duct in permitting a rapid extension of the works in the future 
to secure the entire Suffolk County supply. 

Stage 2 of each of the Projects 1 and 2, may best be com- 
^^ed. 
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Each comprises complete works to South Haven for the 
development of 150 million gallons daily without branches. 
The difference in cost of $3,645,000 represents the difference 
of 100 million gallons daily in the capacity of the aqueduct 
from Brooklyn to South Haven, a distance of 54 miles. The 
difference in fixed charges is seen to be $178,100 per annum. 
This sum, in 20 years, if compounded at four per cent., would 
amount to $5,520,000, which would not build another aqueduct 
of 100 million gallons daily capacity 54 miles in length out to 
South Haven. 

The high cost of operation of the works estimated in Pro- 
ject 4 for a temporary development of 100 million gallons per 
day does not make this attractive. The choice evidently lies 
between Project 1, the complete development of the Suffolk 
County sources to 250 million gallons per day, and Project 3, 
the temporary development of 50 million gallons per day, in 
which the entire equipment is charged off in 10 years. 

If the Suffolk County waters were to serve only as an 
emergency supply to relieve Brooklyn borough until the Cats- 
kill supply could be introduced, the project for a temporary 
supply should be adopted. If an interval of 10 or 15 years 
should elapse after the Catskill supply is introduced, when the 
Suffolk County waters would not be required, it would be 
cheaper to build the temporary works and abandon them at 
the end of 10 years, rather than pay the fixed charges, taxes 
and depreciation on permanent works that were not being 
operated. 

On the other hand, it is seen that the annual charges on 
the preliminary stage of Project 1 would be but little greater 
than those on the temporary development of 50 million gallons 
per day, with the assumed life of 10 years. If a supply of 
50 million gallons per day from Suffolk county were to be re- 
quired continuously for, say, 20 years, until the entire supply 
from Suffolk county were required, it would be preferable to 
construct the permanent works with the aqueduct of full 
capacity for a complete development of Suffolk County waters. 

With the prospect of abandoning some of the present 
ground-water stations in western Long Island, and the rapid 
increase in the population of both Brooklyn and Queens bor- 
oughs in consequence of the improved transit facilities that 
will be soon provided, it is believed that a large part of the 
50 million gallons per day from Suffolk county will always 
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be required. It would even be good policy to at once construct 
the entire masonry aqueduct to Brooklyn borough, as provided 
in Project 1, if the money were available, in order that the 
next extension of the works could be made promptly when 
more water is required. 

DETAILS OF INVESTIGATIONS 

The results of the studies that have been made of the Long 
Island sources and the details of the estimates of cost, on 
which are based the foregoing statements and conclusions, are 
given in the 17 appendices following this report. All elevations 
given in plans, profiles and diagrams accompanying this report 
refer to datum 0.39 foot above mean sea at Sandy Hook 
(= B. W. S. datum for Catskill aqueduct) and 1.72 feet below 
the zero of the Brooklyn Water Department's levels. 
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APPENDIX 1 

AMOUNT OF GROUND-WATER AVAILABLE FROM 

SUFFOLK COUNTY SOURCES 

BY WALTER E. SPE.\R, DIVISION ENGINEER 

All investigations have shown that the source of both the 
surface and underground waters on Long Island is to be found 
in the rains and snows that fall upon its surface. The amount 
of this precipitation, or the magnitude of the ultimate source 
of water-supply should, therefore, be determined in any study 
of the yield of the Suffolk County watersheds. 

RAINFALL ON LONG ISLAND 

Rainfall observations have been made on Long Island since 
1826, when the records of the New York Academy stations 
were begim. The design and manner of exposure of the early 
rain-gages used at the Academy stations, as well as those later 
adopted at the Army Post stations, must have resulted in an 
underestimation of the amount of rainfall. Not until 1854, 
when the observations of the Smithsonian Institution began, 
were instruments and methods of observation adopted that 
gave results comparable with the rainfall records of the present 
day. The work of the Smithsonian Institution was continued 
by the U. S. Signal Service and later, in turn, by the U. S, 
Weather Bureau. 

In addition to the records made by the State and the 
National Government, the Brooklyn Water Department has 
maintained a rainfall station at Hempstead storage reservoir 
since 1879 and has secured other valuable rainfall records 
elsewhere in western I.jong Island. The Burr-Hering-Freeman 
Commission established some stations in 1903, and the Board 
of Water Supply began observations at others in 1907, but the 
records of these stations cover too short a period to be of 
much value. Descriptions of the rainfall stations established 
prior to 1903 are given in the report of the Burr-Hering-Free- 
man Commission, pages 681 to 703. 

The rainfall stations that have been maintained on Long 
Island and the adjacent shores are tabulated in Table 3, to- 
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gether with the periods of observation and the average rain- 
fall during these periods. From these data the normal rain- 
fall at each station for a term of 71 years has been computed. 
These normal rainfalls have been plotted on the map of Long 
Island, Sheet 5, Ace. 5035, and iso-hyetals, or lines of equal 
rainfall, have been drawn, giving due weight to the length of 
the record and to the character of the observations at each 
station. 

The records of precipitation within the proposed Suffolk 
County watersheds are meagre, but the records from the sta- 
tions on the north shore and in eastern Suffolk county are 
sufficient to fix the lines of equal rainfall within these water- 
sheds. 

It appears from the rainfall map that the normal precipi- 
tation on the proposed Suffolk County watersheds averages 
about 45 inches depth per year, while that on the watershed of 
the Ridgewood system in western Long Island averages only 
44 inches. The lower rainfall in western Long Island may 
perhaps be explained by the lower elevation of the ground 
there and the abstraction during easterly storms of some of the 
moisture from the westerly moving rain clouds in passing over 
the higher hills of Suffolk county. 

These estimates of normal rainfall may possibly be in error 
two or three per cent., but the evidence surely points to a 
greater precipitation in Suffolk county over that in western 
Long Island. This is most important in estimating the prob- 
able yield of the Suffolk County sources from the present 
delivery of the Ridgewood system in Nassau and Queens 
counties. 

CHARACTER OF SUFFOLK COUNTY WATERSHEDS 

Having determined the amount of rainfall on these Suf- 
folk County watersheds, it is important to understand the char- 
acter of the surface soils and substrata on which depends the 
percentage of the rainfall that reaches the water bearing strata 
and becomes available as ground-water. 

Surface Geology 

The surface soils and substrata in Suffolk county, 
little exception, are of glacial origin, although the L 
strata on which depend the main outlines of the island ar(* saiu ^ 
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to be much older than the glacial epoch. The principal fea- 
tiwes of the topography of western Long Island are the two 
well-marked ranges of hills, the so-called " backbone " of the 
island, which represent terminal moraines of the Great North 
American glacier. 

Only the southerly morainal ridge comes within the Suf- 
folk County watersheds that are being considered. This 
range of hills has an average elevation of 100 to 200 feet and 
is made up of irregular summits separated by deep ravines 
and kettle holes. The latter frequently contain small ponds 
and the ravines are often occupied by rivulets during wet sea- 
sons. This southerly moraine is evidently older than the north- 
erly one and its slopes appear to have been somewhat covered 
by the out wash of sand and gravels from the retreajting ice 
sheet. This outwash filled and leveled up the depression be- 
tween the two moraines, and much escaped with the water to 
the south over the broad plains of southern Suffolk county. 

These sandy outwash plains make up 75 per cent, of the 
area of the proposed Suffolk County watersheds and have, 
on the whole, a wonderfully smooth and uniform slope of 
about 15 feet to the mile southerly from the moraines. The 
only considerable depressions in these outwash plains are the 
valleys that appear to have been occupied during the glacial 
epoch by the larger streams made up of melting ice from the 
face of the glacier. The present streams that are found in 
these valleys — the Carll's river, Connetquot brook, Patchogue 
river, Carman's river and Peconic river — are evidently insig- 
nificant compared to the great volumes of water that once 
occupied them, although these streams are, nevertheless, the 
largest now on Long Lsland and the only water surfaces in 
the outwash plains far from the low marshy shores near the 
sea. 

Character of Surface Soils and Vegetation 

The surface of the southerly morainal ridge is covered by 
stony loams somewhat compact and only moderately well un- 
derdrained. The general appearance of the surface of these 
hills differs little from that of northern New York or New 
England districts of similar glacial origin, and the percentage 
of surface run-off is doubtless much the same. 

The soils of the outwash plains, on the other hand, are 
sandy and porous. With the exception of the more loamy 
soils along the south shore, and in the narrow valleys of the 
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larger and longer streams, these plains support only thin and 
stunted growths of scrub oak and pine. Hardly more than 15 
per cent, of the whole area has ever been cultivated. Fre- 
quent forest fires have prevented the accumulation of the 
humus necessary to the growth of crops, and these soils are 
consequently very open and leachy, and are not productive 
unless the natural deficiencies are artificially supplied. 

Run-off from Watersheds 

This leachy, porous soil covering of the Suffolk County 
plains make them an ideal catchment for a ground-water sup- 
ply. The surface run-oflf is ordinarily almost negligible and the 
evaporation is small; a large portion of the rains and snow 
sinks quickly through the scanty layer of vegetable mold, per- 
colates rapidly through the coarse soil below and quickly 
reaches the deep porous substrata beyond the reach of vege- 
tation and surface evaporation. Most of the surface run-off 
from the more impervious morainal hills is necessarily deliv- 
ered in the outwash plains that surround them and is similarly 
conserved in the deep sands and gravels. 

It will be shown that only at very infrequent intervals do 
floods occur from rains and snows on frozen ground that are 
at all comparable with those on the watersheds of many sur- 
face-water supplies. Ordinarily, the frost does not penetrate 
into these sandv soils over 12 or 18 inches, and this remains 
only a few days in the comparatively mild winters of southern 
I^ong Island. In the scrub oak and pine l>arrens, that cover a 
large part of the outwash plains, standing water is seldom 
seen on the surface, even in midwinter or spring, except, per- 
haps, in the highways where the gravels have been ground up 
and consolidated under the traflfic. 

LIMITS OF CATCHMENT AREA 

Surface Drainage Area 

The surface drainage area tributary to the collecting works 
along the south shore of Suffolk county and in the Peconic 
valley amounts to 370 square miles and comprises the entire 
surface of the island south of the summit of the northerly 
moraine, with the exception of the drainage area of the Nisse- 
quogue river, a deep, northerly sloping valley tributary to 
Long Island sound. Much of the area between the northerly 
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and southerly moraines is in the surface watershed of the Car- 
man's river, the largest stream in Suffolk county. 

Grouni>- Water Catchment 

It has been pointed out, however, that surface run-off 
ordinarily takes place from only a small portion of the Suf- 
folk County watersheds within the limits of the morainal hills, 
where the soils are somewhat impervious. The rains that per- 
colate through the coarse soils and substrata of the outwash 
plains are collected as ground-water in the deep strata below, 
and thence flow away to the sea in the saturated sands and 
gravels. The direction of this ground-water movement has 
not, necessarily, any relaition to the slope of the ground sur- 
face which governs the direction of the surface run-off. 

Sheet 6, Ace. 5596, exhibits the configuration of the water- 
table or the surface of the saturated sands and gravels in 
Suffolk county as determined by the test-borings and surveys 
during the past year. The slope of the water-table, which is 
shown by the ground-water contours, indicates the direction of 
the ground-water movement in the pervious strata, and the 
summits of the ground-water surface in central Suffolk county 
represent the divide from which the ground-water flows in a 
general northerly or southerly direction to the sea. 

The ground-water contours shown here define, however, 
only the main surface of saturation. In the moraines, local 
beds of clay and boulder till maintain elevated water-tables 
that are much higher and quite independent of the main sur- 
face of saturation. Between these elevated or " perched " 
water-tables, as termed by the U. S. Geological Survey, and 
the main water-table below, the strata are only partially satu- 
rated. It is a common expedient in draining elevated swamps 
in the hills to connect the ditches or underdrains with wells 
dug through the underlying clay bed, in order that the drain- 
age may disappear in the partially saturated sands below. 

The surface of the main water-table beneath the moraines 
must necessarily be irregular as a result of the lack of uniform- 
ity of delivery of the water from the surface through the oc- 
casional natural or artificial channels. The steepness in the 
slope of the water-table which is noticeable here and there 
about the edges of the morainal hills suggests of the discbarge 
at these points of surface drainage from the semi-imperviotis 
ridges to the porous surface of the outwash plains. 
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There are but few observations upon the surface of the 
main water-table beneath the high and compact morainal 
ridges, and the ground-water contours there are drawn in a 
general way from the observations in wells outside of these 
areas. This lack of infoniiation in these areas does not ap- 
preciably affect the accuracy of the determination of the 
ground- water catchment. The few wells in the doubtful area 
between the Nassau County line and Elwood indicate that the 
ground-water summit is not far from the surface divide of 
the southerly moraine. Considering the semi-impervious char 
acter of the morainal hills, the ground-water divide in this sec- 
tion can be considered, without sensible error, to coincide with 
the surface divide. 

The surface of saturation and the ground-water divide else- 
where are well defined. Between Elwood and Lake Grove the 
drainage of the ground- water to the deep valley of Nisse- 
quogue river deflects the ground-water divide south, almost to 
the Main line of the Long Island railroad at Brentwood. From 
Lake Grove to Middle Island the ground-water summit is con- 
siderably north of the surface divide of the southerly moraine 
in the center of the island, as a result of the apparent lack 
of free drainage toward I^ng Island sound, through the fine 
gray sands that underlie the surface strata. East of Middle 
Island the drainage to the Peconic river diminishes the amount 
of ground-water movement toward the south shore and de- 
flects the limit of the catchment area of the southern Suffolk 
County sources to the south, where it evidently coincides with 
the summit of the southerlv moraine. 

The southerly limit of the ground-water catchment area 
from Amityville to Quogue is fixed by the probable limit of 
inflection of the water-table toward the line of the proposed 
aqueduct during the operation of the collecting works there. 

The outline of the groimd-water catchment of the Peconic 
Valley sources can readily be drawn by means of the existing 
points of observations of the water-table and the ground-water 
contours drawn through them. 

Area of Ground-Water Catchment 

The ground-water map shows that the width of the ground- 
water catchment of the southern Suffolk county sources out 
to the Carman's river is about nine miles, with the exception 
of that portion near Bayshore and Islip. Beyond the Forge 
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river the catchment area tributary to the south shore develop- 
ment narrows to about four miles in width, and the amount 
of water to be obtained beyond Eastport would hardly repay 
the cost of development, but for the opportunity afforded by 
the extension of the main south shore aqueduct to Westhamp- 
tbn to readily secure the ground-waters of the Peconic valley. 

The total area of ground-water catchment tributary to the 
proposed collecting works in southern Suffolk county and the 
Peconic valley is 332 square miles. Of this, the proposed 
works in southern Suffolk county would drain 294 square 
miles, and those in the Peconic valley 38 square miles. 

It should be noted that this is about 40 square miles less 
than the total surface drainage area of 370 square miles that 
would be tributary to the proposed works if the surface of 
Suffolk county were as impervious, for example, as the Croton 
watershed. 

YIELD OF SUFFOLK COUNTY WATERSHEDS 

Disregarding occasional winter flood flows from the frozen 
surface of the Suffolk County watersheds and the runoffs 
from the rainfall that falls upon the low, swampy lands border- 
ing upon the streams, the Suffolk County streams within the 
watersheds now being considered are fed solely by ground- 
water. These streams only exist in dry weather because their 
beds are below the general level of the saturated sands and 
gravels in their immcjdiate vicinity. 

Only the ground-waters, however, in the upper strata near 
these streams drain into them. The southerly ground-watei 
movement between and parallel with the valleys in which these 
surface streams occur does not reach the streams, and the deep 
water bearing gravels underlying the whole island carry much 
of the underflow directly to the bays and to the ocean beyond. 
The flow of the surface streams represents, therefore, only 
a part of the yield of the Suffolk County watersheds. 

Visible Yield of Watersheds 

While there is no intention to directly divert to New York 
City any of the surface-waters of Suffolk county, the waters 
which make up the flow of the streams are a part of the entire 
yield of the watersheds, and represent the only portion of this 
yield that can be measured before the proposed ground- water 
collecting works are in operation. 
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Surface Run-off in 1907 

The flows of the Suffolk County streams in 1907, together 
with the rainfall and the elevations of the shallow ground- 
waters near the gaging stations, are shown on Sheets 8, 9 and 
10, Aces. L 609, L 610 and L 611. The location of the gaging 
stations and the character of the measurements are given in 
Table: 4, following which are Plates 1 to 11, showing typical 
gaging stations. The hydrographs of the Suffolk County 
streams show that the maximum run-offs occur in winter and 
spring, the lowest in summer and fall, and that these flows^ 
excepting during brief periods of heavy rain, are proportional 
to the hight of the ground- water in the vicinity of the streams. 
The rainfall in 1907 in eastern Long Island was somewhat 
below the noniial. 

The total average discharge,^ during the past year, of all 
the Suffolk County streams that cross the proposed line of 
collecting works, is estimated from the above gagings at 151 
million gallons per day. The flows of the individual streams 
are shown in Table 5. 

In this table are given only the streams that are intercepted 
by tlie line of the proposed collecting works. The small brooks 
that drain the saturated sands and gravels south of the line of 
the proposed collecting works are not included, as these streams 
are fed by their immediate watersheds independently of the 
upland catchment area. 

The entire surface run-off of the Suffolk County watersheds 
will perhaps average, in course of years, from 100 to 200 million 
gallons per day, depending upon the magnitude and the dis- 
tribution of the rainfall. The past year was one of nearly 
normal rainfall, and the run-off approximates the average yield 
of the streams, which is equivalent to about 450,000 gallons 
per day per square mile of the whole catchment area of 332 
square miles tributary to the proposed Suffolk County collect- 
ing works. This agrees with the natural unit run-off of the 
surface streams in the " new watershed " of the Ridgewood 
system. 

Large Supply from Surface Streams Impracticable 

The estimate of average surface run-off of these Suffolk 
County streams includes the comparatively large flows of win- 
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ter and spring; the minimum discharges are much less than this, 
although immensely greater than the minimum discharge from 
watersheds of equal area having little ground-water storage. 
The gagings of 1907 indicate that the lowest flows aggregated 
82 million gallons per day and were therefore somewhat over 
one-half the average as shown in Table 5. 

The stream measurements of 1894 made by the Brooklyn 
Water Department at the end of an extremely dry summer 
show on most of these streams, somewhat smaller flows than 
measured in 1907, but other streams apparently yielded more 
than the lowest flow of the past year. The total of 90 million 
gallons per day agrees very well with the results of the gagings 
of 1907. The water-table has been sustained by an ample 
•rainfall since 1885 and the measurements of 1894 and 1907 
do not probably represent the minimum discharge of the Suf- 
folk County streams. During a long period of deficient rain- 
fall, when the ground-water surface would be lower than 
during the last twenty years, the minimum flow of all these 
Suffolk County streams might be only 50 million gallons per 
day, or even less. 

It is evident that works in southern Long Island for the 
collection of a supply of surface-water alone, would provide 
at times only a comparatively small yield unless large storage 
reservoirs were provided. These are not practicable because 
of the unfavorable topography of southern Long Island, the 
pervious character of the surface and substrata, and the 
growths that occur in open reservoirs of mixed surface and 
ground-water. Large covered reservoirs are not possible be- 
cause of their cost. In spite of the wonderfully sustained dry 
weather flows of these Suflfolk County streams, they could not, 
in the absence of storage reservoirs, be made to yield a con- 
tinuous supply greater than one-third the average run-oflF of 
the streams, and this surface run-off represents only a portion 
of the entire yield of the watershed. The ground-water under- 
flow promises a larger, more uniform, and a better supply than 
could be obtained from the surface-waters. 

Volume of Deep Underflow 

The rate of seaward flow of the large volumes of groimd- 
water in Suflfolk county that does not enter the surface streams 
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TABLE 5 

Surface Run-Off of Suffolk County Watersheds. On 
Line of Proposed Aqueduct and Collecting 

Works 



Stream 



Average 
Run-off 
IN 1907 
IN Million 
Gallons 
Per Day 

FROM 

G AGINGS 

OF 

B. W. S. 



Minimum Discharge of Streams in 
Million Gallons Per Day 



Date 
1907 



Discharge 

FROM 

Gagings 

OF 

B. W. S. 



Discharge from Gagings of 
Brooklyn Water 
Department 



Date 
1894 



Actual 

Measure- 

ments 



Correct- 
ed to 

aqueduct 
line 



Santapogue 3.52 Sep. 18 

Carll's river 17.20 " I 

Sampawams creek. . 6.40 Oct. 24 

Penataquit creek. . . 3.32 Aug. 29 

Orowoc creek 3.61 Aug. 18 

Doxsee creek 0.80 Sep. 19 

Champlin creek. . . . 3.95 Oct. 24 

Connetquot brook. . 32.70 Sep. 9 



Browns river 3.85 Sep. — 

Tuthill's creek 2.88 " 17 

Patchogue river. . . . 9.43 Jul. 9 

Swan river 1.92 Oct. 15 

Mud creek 2.62 " 19 

Carman's river *36.20 Sep. 17 

Forge river 3.91 " 30 

Terrell river 1.35 " 9 

Seatuck creek 3.27 Oct. 14 

Total in southern 

Suffolk county . . . 186.83 

Peconic river at 

Calverton 14.65 Sep. 1 

Total of all streams. 181.48 



1.13 
9.70 
2.85 
1.47 
1.50 
0.14 
1.98 
23.85 



2.39 

1.66 
4.90 
L18 
1.81 
♦20.10 
2.80 
0.69 



Sep. 16 

Aug. 28 

Sep. 8 

•• 1 to 7 

" 1 to 3 

" 2 to 6 

" 22 

Aug. 31 

to 



Sep. 
Aug. 
to 
Aug. 
Sep. 



7 

26 

28 

19 

9 

3 

1 

23 

8 

25 



Aug. 
Oct. 
Sep. 
to 
Oct. 4 
0.70 Sep. 30 

78.88 

3.60 

88.88 



1.09 
7.45 
2.21 
1.40 
0.72 
0.31 
3.11 



16.92 

2.09 
2.34 

11.10 
6.20 
1.04 

26.68 
3.43 



0.66 
1.45 



87.80 

♦3.00 
00.80 



0.98 
7.45 
1.86 
1.20 
0.66 
0.13 
2.11 



15.80 

1.82 
1.71 

10.05 
5.80 
0.94 

26.68 
3.19 



0.49 
1.35 



88.88 

♦3.00 
88.88 



t 



♦Estimated 
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can only be determined with accuracy by pumping experiments 
on a scale approximating the final development. Measure- 
ments of ground-water movement were carried on in Nassau 
county in 1903 by the U. S. Geological Survey under the direc- 
tion of the Burr-Hering-Freeman Commission. These under- 
flow measurements were made by the so-called Slichter method, 
en a section parallel with the south shore about seven miles 
in length, between East Meadow supply pond and the Massa- 
pequa stream, but the results, while of great interest, were not 
satisfactory. The water bearing strata there were found to 
be so lacking in unifomiity and so separated by irregular beds 
of clay and semi-impervious strata of fine sand, that it appeared 
to be physically impossible to make enough measurements on 
the section to obtain an accurate estimate of the entire south- 
erly ground-water movement. This method of ground-water 
measurements, which was first devised by Thiem in Germany, 
is no longer employed there to any extent. Pumping experi- 
ments on a large scale are considered necessary for the pur- 
pose of estimating the yield of ground-water sources. 

Estimate of Suffolk County Yield on Basis of Ridgewood 

System 

With the full knowledge of the operation and the yield 
of the Ridgewood system in western Long Island, large and 
expensive pumping experiments in Suffolk county appeared 
entirely unnecessary during the present investigations, because 
the character of the surface and the climatic conditions in 
western Long Island are almost identical with those in the 
easterly portion. The small differences that exist between the 
conditions in the westerly and the easterly portions of the 
island affecting the ground-water yield appear to indicate a 
larger yield from the Suffolk County watersheds than from 
those of the Ridgewood system. 

The surface soils in Nassau and Queens counties are prob- 
ably finer than those in eastern Long Island, because of the 
greater areas under cultivation in the vicinity of New York 
City, so that the percentage of collection on the Suffolk County 
watersheds should be greater than on the watershed of the 
Ridgewood system. Furthermore, the rainfall in Suffolk 
county may possibly average one inch greater than on 
the Ridgewood watersheds, and the percolation should be 
greater in Suffolk county by very nearly this amount because 
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the evaporation losses and the demands of vegetation are doubt- 
less smaller where there is the smaller area of cultivated lands 
and less vegetation. 

In Table 6 preceding, is shown the total yield of the old 
and the new watersheds of the Ridgewood system for each 
month, from January, 1897, when accurate records of the 
amount of waste over spillways of storage ponds were first 
made, to December, 1907, inclusive. The data from which 
this table was made up were obtained from the records in the 
Brooklyn office of the Department of Water Supply. 

The amount of waste of surface-water over the spillways 
of the supply ponds is included in the total estimate of yield, 
but the large waste of ground- water which occurred in unde- 
veloped portions of the watershed, and which took place at the 
ground-water collecting works when they were not in opera- 
tion, are not estimated ami can only be roughly approximated. 

From the total yield of each watershed, the average annual 
yield per square mile has been computed on the basis of the 
ground-water catchment areas that are shown on the map of 
western Long Island, Sheet 1, Ace. 5530. 

As already stated on pages 60 and 61 of this report, these 
Ridgewood catchment areas include a zone south of the driven- 
well pumping-stations and infiltration galleries of this system 
that would be made tributary to the system by the inflection of 
the ground-water surface towards the wells by the greatest safe 
development of the ground-water along the entire line of the 
Ridgewood collecting works. The ground-waters on portions 
of this line from Forest stream to the Agawam driven- well sta- 
tion are not yet developed, and only during the last four or 
five years has the ground-water flow on other parts of the line 
been intercepted. 

The total yield of the Ridgewood system is computed from 
the displacement of the pumps at the Ridgewood pumping-sta- 
tion, corrected for the most part by occasional comparisons 
with Venturi meters, pitot tube and weir measurements. The 
error in these quantities probably ranges from 5 to 10 per 
cent., being much of the time well within the smaller figure. 

In the last column of Table 6 is given the estimated total 
yield of the entire Ridgewood watershed for each year, in- 
cluding the total run-oflf of both the surface-water and the 
ground-water. 

The above yields of the Ridgewood system are shown 
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graphically on Sheet 7, Ace. L J 148, which brings out clearly 
the results of the above tabulation. This diagram is fully ex- 
plained in the notes accompanying it. 

The increase in the yield of the Ridgewood system during 
the past five years is due to the more complete development 
of the ground-waters, and a saving of a portion of the under- 
flow that formerly went to waste in the south shore bays. 
Notwithstanding the fact that the groiuid-waters of the Ridge- 
wood system are not entirely developed, the present yield of 
the "old watershed," as shown on this diagram, is about 
900,000 gallons per day per square mile, and that of the " new 
watershed," which is less completely developed, about 700,000 
gallons per day per square mile, an average for the whole 
Ridgewood catchment area of nearly 800,000 gallons per day 
per square mile. 

By constructing additional ground-water works and com- 
pletely developing the entire watershed, it is believed that the 
total yield in normal rainfall years may be safely increased 
to 155 million gallons per day, which is nearly 1,000,000 gal- 
lons per day per square mile from the entire ground-water 
catchment of 159 square miles. This yield is equivalent 
to 21 inches depth per year, and is nearly 45 per 
cent, of the average annual rainfall of 44 inches. 
During long periods of deficient rainfall the total catch- 
ment area of the Ridgewood system even when com- 
pletely developed, would not yield as much as the above figure, 
because the collecting works are not located nor designed to 
draw sufficient ground-water storage. The minimum yield 
would not probably exceed 140 million gallons per day, or 
900,000 gallons per day per square mile, and during a long 
period of deficient rainfall it might readily be 15 or 20 per 
cent, less than this. 

No attempt has been made to correct the yields of the 
Ridgewood system for the amount of water added to or drawn 
from the ground- water storage in the pore spaces of the water 
bearing gravels. As shown in Table 1, page 63, the ground- 
water works are not generally operated continuously, but are 
shut down one to two months or more during the wet months 
of the year, when the flow of the surface streams is large. 
These intervals each year during the months when the perco- 
lation to the water bearing strata is greatest allow the ground- 
water reservoirs to fill up for the next summer's draft. 
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The size of the reservoirs that the Ridgewood works are 
able to draw upon is not large, however. Neither the driven- 
well stations nor the infiltration galleries can lower the ground- 
water surface in their immediate vicinity much more than 10 
feet, and this depression about the driven-well stations, which 
in some instances are a mile apart, and from which most of 
the ground- water supply is obtained, decreases rapidly with 
the distance from the groups of wells in all directions, so that 
with the intermittent operation of these stations the average 
lowering of the water-table over the gathering ground is small 
(See pages 288 and 289.) 

Some ground-water observations in the spring of 1907 in 
the westerly portion of the Ridgewood sys-tem, when compared 
with the survey of 1903 of the Burr-Hering-Freeman Q>m- 
mission, indicate an average lowering of about two feet over 
an area of about 35 square miles of the old watershed, from 
which a ground-water supply of about 30 million gallons has 
been drawn daily. While some of this difference in the ele- 
vation of the water-table was due to the operation of the 
ground-water works, the greater portion was the result of the 
smaller rainfall in 1904 and 1905. Continuous observations of 
the normal ground-water surface at Millburn reservoir, 
not far from the south shore, showed that during this period 
the water-table had dropped about two feet. Whatever the 
cause of the lower level of the water-table over the 35 
square miles of the old watershed, the difference meant a 
total loss of ground-water storage, supposing the sands yield 
30 per cent, of their volume of 4380 million gallons, which 
corresponds to an average draft of three million gallons per 
day, or 15 per cent, of the average supply. The large rainfall 
of 1907. however, raised the normal ground-water very nearly 
to the level of 1903, as shown by the Millburn Reservoir 
observations and by a few measurements in the old watershed 
this spring. The abstraction of the ground-water by the works 
of the Ridgewood system has not, therefore, prevented the re- 
covery of the ground-water reservoirs on their gathering 
grounds. 

The amount of fresh-water storage that has been drawn 
from the deep water bearing strata through the inshore move- 
ment of the salt water since the driven-well systems of the 
Ridgewood system were operated, cannot be estimated accu- 
rately, but it is not probably as much as the amount of surface 
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storage. In the first place, there is no evidence that the ad- 
vancing sea-water entirely replaces the fresh ground-water in 
the interstices of the sands and gravels ; rather it appears that 
the salt water is greatly diluted as it approaches the wells, and 
replaces only a small portion of the fresh water. For example, 
the highest chlorine in the Shetucket deep wells, the most se- 
riously affected station, was 500 parts per million, which is only 
three per cent, of the amount of chlorine in normal sea-water. 

The evidence does not furthermore point to more than a 
limited movement of sea-water in a narrow width toward the 
center of the cones of depression about each station, because 
the water-table has not been sensibly depressed at points mid- 
way between the stations, and the seaward motion of this 
water must prevent the encroachment of the salt water be- 
tween the stations and greatly dilute the salt water approaching 
the wells, thus minimizing the amount of fresh water replaced 
by salt. 

The rate of advance of the salt water toward the ground- 
water works of the Ridgewood system was doubtless greatest 
during the years of low rainfall, but a recession must have 
taken place during the years of high rainfall, so that, on the 
average, the amount of fresfh-water storage replaced by salt 
water was small. The Spring Creek station was in operation 
14 years before it was seriously affected by sea-water, and then 
the water contained only 300 parts per million of chlorine at 
the maximum. Other driven-well stations have been in service 
quite as long without being affected by salt water at all, and 
some are equally near the shore. To show how small the stor- 
age drawn at Spring Creek from the deep strata must have 
been, the following computation is made on the probable ad- 
vance of the sea-water at Spring Creek. This station is only 
1500 feet from salt water in the creek below. Suppose that 
the salt water in the gravels below was originally 3000 feet 
away, and moved inland on the average during 14 years 214 
feet each year, and that in the length of line tributary to this 
station, which may be assumed to be a mile, the salt water re- 
placed each year 10 per cent, of the pore space, or three per 
cent, of the volume of the sands in a length of 2000 feet and a 
depth of 100 feet. The amount of fresh water abstracted was 
then 2000 x 210 x 100 x .03 x 7.48 = 9,420.000 gallons, or an 
average for the year of 26,000 gallons per day, which is about 
0.5 per cent, of the yield of the station. 
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The proportion of surface-water in the Ridgewood supply 
has decreased materially during recent years as a result of the 
increasing number of grouml-water works and the greater 
\x>lume of ground-water pumped. Ten years ago 60 to 70 per 
cent, of the whole visible yield of the Ridgewood system (in- 
cluding surface, but not ground-water waste) was surface- 
water. During the last two years but little more than 40 per 
cent, of the yield has been accounted for in surface-water at 
the intakes of the supply ponds and in the surface waste over 
the spillways. 

Judging from the surface run-off of the " new watershed " 
when little or no ground-water was drawn, the streams have 
an average natural flow in years of normal rainfall of about 
40 million gallons per day, which corresponds to a yield per 
square mile of the ground-water catchment area of roughly 
450,000 gallons per day. The natural surface flow of the 
streams in the southern Long Island watersheds may there- 
fore be considered to represent about one-half of the total 
available yield of the entire ground-water catchment area. 

Comparison with Watersheds of Surface Supplies 

The yield of the Long Island watersheds should not be 
compared with the delivery of the catchment areas of the large 
surface-water supplies in this vicinity, without taking into con- 
sideration the dissimilarity in the character of the surface 
soils and substrata and the resulting difference in the uniform- 
ity of the run-off. 

The surface of the Croton watershed, for example, is un- 
derlaid by almost impervious hard pan, and there is practi- 
cally no ground- water storage. The Long Island watersheds, 
on the other hand, have loose, porous soils, overlying strata 
of pervious sands and gravels. Perhaps not more than one- 
half of the entire yield naturally appears in the surface streams, 
and the minimum flow seldom drops below 50 per cent, of the 
average because of the large ground-water storage. 

Floods of 20 or 25 times the average volume of run-oif, 
which have occurred on the Croton watershed, are unknown 
on Long Island. The greatest discharge of one of the largest 
of Long Island streams in the past two winters, with frozen 
ground, was only three times the ordinary summer flow, and 
this lasted only a few hours. Even with the small amount of 
storage in the shallow supply ponds on the new watershed of 
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the Brooklyn works between Massapequa and Millburn, only 
1.3 per cent, of the rainfall was wasted over the spillways 
in the last two years. 

The average run-off from the Croton watershed during 
the last 40 years, has been about 24 inches in depth, which is 
something over 1,000,0(X) gallons per day per square mile, 
or about 50 per cent, of the average rainfall. It is estimated 
on the completion of the Croton Falls reservoir when the 
storage volume will amount to 290 million gallons per square 
mile, that an average supply of 336 million gallons per day 
or 930,000 gallons per day per square mile can be drawn dur- 
ing a long period of low rainfall, and 1,000,000 gallons per 
day per square mile during normal rainfall years. If an 
ample volume of storage could be made available on the Suf- 
folk County watersheds, without doubt a larger proportion of 
the rainfall here should be obtained. 

Comparison with Other Ground-Water Catchment 

Areas 

There is no area in the eastern part of this country similar 
to Long Island, where the ground-water has been developed 
to such an extent as to afford a comparison with the yield of 
the Long Island watersheds. In our southwestern states, deep 
water bearing strata of sand and gravel exist, and have been 
extensively developed to supply water for irrigation, but little 
has been done there to determine the yield from a given water- 
shed area, and the climatic conditions, the distribution of the 
rainfall, the temperature and the amount of evaporation dif- 
fer so much from those on the Atlantic coast, that the yields, 
if known, would afford no basis for estimating the supply from 
the Long Island sources. 

The conditions that most clearly resemble those on Long 
Island are found in northern Europe, although the rainfall 
is much smaller there, except in the more mountainous re- 
gions. Many of the large cities in Germany, Holland and 
Belgium are supplied with ground-water developed in the 
deep sands and gravel of glacial and alluvial origin, and thrse 
supplies have been investigated with much care. 

Estimates of the ground-water yields have been made in 
Germany, on the basis of collecting SO per cent, of the rainfall, 
and the percentages secured on some of the existing works 
approach these figures. 
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In 1S04, the writer had the good fortune to study many 
of these European ground-water supplies, and the results 
of the studies of yield are presented here. Uncertainties exist 
in the rainfalls and watershed areas of several of the supplies, 
but not enough to affect the general conclusions that may be 
drawn from them. 

MUNICH 

At Munich some interesting data were secured on the yield 
of the deep galleries of the municipal water works in the 
Mangfall valley about 30 miles south of Munich. The water- 
shed tributary to the works is a flat table-land, covered with 
a thick brown soil which overlies deep strata of coarse sand 
and gravel. Perhaps 30 per cent, of the watershed is wooded ; 
the remainder is for the most part grass land, and a small 
part is under cultivation near two or three small hamlets. Or- 
dinarily, there is no appreciable surface run-off. The seepage 
in this watershed is collected in galleries in the Mangfall val- 
ley near Muhlthal and Gotzing. The ground-water flow is 
intercepted over an impervious clay floor near its emergence in 
the valley at a depth of 100 feet or more below the surface 
of the watershed. 

The area of the catchment above the Muhlthal galleries 
as given by the Director of the Royal Hydrotechnic Bureau, 
is 14.7 square miles, but investigations have not been made 
to establish this area beyond question. The catchment area 
above the entire system, is given as 26.3 square miles, and the 
engineers of the water-works state that this is more accurate 
than the area given for the Muhlthal system. 

From the records of the water-works, the yield of the 
Muhlthal galleries during the 10 years from 1885 to 1894 
(at which time the works were extended) averaged 21.31 
million gallons per day or 30.42 inches depth per year on the 
watershed. The average rainfall during these years was 47.10 
inches, and from the above yield it appears that on the average, 
64.5 per cent, of the precipitation was collected. The largest 
collection was 70 per cent, in 1893, following a high precipi- 
tation of 54 inches during the previous year. 

Some of the engineers of the water-works believed that 
perhaps a portion of the flow in the Muhlthal galleries came 
from the area tributary to the Gotzing system, but the yield 
from the whole watershed tributary to both the Muhlthal and 
the Gotzing galleries appears to be quite as high as from the 
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Muhlthal galleries alone. The extremely high yields must, 
however, be accepted with considerable reserve. 

AMSTERDAM 

The water-supply of Amsterdam is in part obtained from 
the dunes a'long the North sea, near Haarlem and Zandvoort. 
Deep canals were excavated there in the fine white beach sand. 
Except for a very few trees and some coarse grasses and 
heather, no vegetation exists on the catchment area. The dunes 
are comparatively level and the surface run-off is negligible. 
On the whole, the surface of the dunes is more favorable than 
that of southern Long Island for a large ground-water yield. 

The limit of the catchment area tributary to the canal sys- 
tem, has been very carefully determined, and extensive studies 
of the movements of the ground-water have been made, so 
that with a climate and watershed surface analogous to con- 
ditions on Long Island, the yields of the dunes furnish perhaps 
the best comparison with the delivery of Long Island sources. 
The greater rainfall on Long Island should give a larger per- 
centage of ground-water }aeld, all other conditions being equal. 

The ground-water catchment area in the dunes varies with 
the rainfall, and the general level of the water-table from 10.4 
square miles to 12.3 square miles; the average is 11.6 square 
miles. During the 14 years from 1889 to 1903 inclusive, this 
area furnished an average supply of 6.12 million gallons per 
day which is equivalent to a depth of 11.1 inches on the wa- 
tershed. 

It was believed that this was about all that the watershed 
would supply, until I. M. K. Pennink, Director of the Mu- 
nicipal Water Supply, showed that some water was being lost 
through the clay floor underlying the upper water bearing 
sands. (See transactions, American Society of Civil Engin- 
eers, Volume LIV, Part D, page 169, or Transactions of Royal 
(Dutch) Institute of Engineers, February 1, 1904.) Pennink 
estimated this loss amounted to three or four million cubic 
meters per year, which is equivalent to 2.2 to 2.9 million gal- 
lons per day. He planned after the completion of his investi- 
gations, to draw down the water-table in the dunes to prevent 
some of the percolation through the clay floor, and has already 
driven wells beneath the clay to obtain at times, the stored 
water there. The average supply obtained in 1904 was eight 
million gallons per day. 
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From the estimates of Pennink, the catchment area of 11.6 
square miles should furnish, if completely developed, more 
than the present supply of 8.0 million gallons per day, or say 
from 8.3 to 9.0 million gallons per day. This corresponds to a 
depth on the average area of watershed of 15.0 to 16.2 inches 
per year. 

The average rainfall from gages maintained on the water- 
shed may be estimated at 24 inches depth. On the basis of 
the yield from 1889 to 1903, of 11.1 inches depth per year, 

11.1 
the watershed yielded * 16 per cent. 

THE HAGUE 

The supply of The Hague comes from a development of 
the dune waters similar to that of Amsterdam. An average 
supply of 5.1 million gallons per day is collected in filtration 
galleries from a watershed of 7.0 square miles. This yield 
corresponds to a depth of 15.3 inches on the watershed, which 
agrees very well with that obtained from the Amsterdam wa- 
tershed. No investigations have been made at The Hague, 
as far as has been learned, to discover any loss through seep- 
age, as on the Amsterdam works. 

TILBURG 

The small industrial town of Tilburg, in the southeastern 
part of Holland, is supplied by ground-water from a small 
driven-well system near the town. The watershed is a barren 
area covered here and there with patches of thin soil on which 
grow low grass and heather and a few stunted pines and firs. 

Halbertsma, formerly of The Hague, designed these works 
and laid out the driven-well system for collecting 49 per cent, 
of the rainfall. The works are now delivering two million gal- 
lons per day from the ground-water catchment, the area of 
which was found to be 3.32 square miles. This corresponds 
to 12.5 inches depth on the area. 

With the rainfall of 27.6 inches, the development now 

12.5 

yields = 45 per cent, of the total precipitation. 

27.6 

This yield should not, however, be considered the maximum 

that the watershed will provide. It is planned to develop still 

more in the watershed, when it is required. 
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BRUSSELS 



An example of the yield of ground-water sources, to which 
the rain percolates through more or less impervious strata, is 
found at Brussels. The city proper is supplied with water 
from deep galleries in the Foret de Soignes and the Vallee du 
Hain. These galleries were driven on a slight grade 20 to 25 
feet below the original surface of the ground-water, and 100 
to 150 feet below the surface of the ground. 

■ The surface of the Foret de Soignes is covered with a good 
sod, and large trees and ponds give evidence of the impervious 
character of the subsoil. The substrata is said to contain a 
great deal of clay. The surface topography is favorable to a 
large run-off. From an excellent ground- water contour map, 
prepared by the water-works, the catchment area tributary to 
the galleries is found to be 4.6 square miles. 

The average yield of the galleries is 2.1 million gallons per 
day, or 9.7 inches depth on the catchment area. This is 35 
per cent, of the mean rainfall of 27.6 inches. 

The sources in the Vallee du Hain furnish 4.8 million gal- 
lons per day from an underground watershed that has an area 
of 16.6 square miles, according to the ground-water conttour 
map. This delivery is only 6.0 inches depth on the watershed, 
or 22 per cent, of the rainfall. Since the suburbs of Brussels, 
a few years ago, sought an independent supply from the moun- 
tains, the city works have not been drawn upon to their full 
capacity. Probably the sources du Hain wt)uld furnish more 
than here stated. The surface is highly cultivated and for the 
most part without trees. 

The yields from these European watersheds are summarized 
in Table 7, following, together with the present delivery of 
the Ridgewood system of the Brooklyn works, and the esti- 
mated safe yield of the Suffolk County catchment areas. 

Comparing the conditions here with those abroad, noting 
that the air temperatures on which the evaporation losses 
largely depend are nearly the same and that the character of 
the surface of the Suffolk County catchment areas are as 
favorable for a large percolation as many of those abroad, it 
would appear reasonable to expect here fully as large a per- 
centage yield, perhaps 900,000 or even 1,000,000 gallons per 
day per square mile if sufficient storage could be developed in 
the pore spaces of the water bearing strata to sustain this yield 
during periods of low precipitation. The European ground- 
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water works are not designed to secure much storage, and 
their yields fall below the average given above during years 
of deficient rainfall. 

STORAGE REQUIREMENTS FOR DEVELOPMENT 

JN SUFFOLK COUNTY OF 800,000 GALLONS 

PER DAY PER SQUARE MILE 

Provisions for adequate^ storage have seemingly been 
neglected in the construction of large ground-water works, 
although such provisions are never omitted in works designed 
for the development of surface-waters when the draft exceeds 
the low-water flow of a stream. The reason for this neglect 
of one of the vital features of good water-works practice in 
the case of groimd-water works has doubtless been the belief 
of the designers in the inexhaustible character of the ground- 
water sources, the conviction that the minimum supply was 
safely in excess of the maximum draft. Such is the case in 
works of small capacity supplying small communities which 
represent the majority of ground-water installations but on 
ground- water works like those of the Ridge wood system and 
the proposed Suffolk County project, w^here the draft is nearly 
equal to the available supply, the problem of ample storage 
cannot be neglected. 

Storage Requirements for Surface- Water Supplies 

The delivery of the Long Island catchment areas is so much 
more uniform than that of the watersheds of surface supplies 
that th0 storage requirements for the proposed Suffolk County 
works should be much less than have been found necessary, 
for example, on the Croton and Sudbury watersheds for a 
given unit yield. The volume of storage provided on the Cro- 
ton and Sudbury watersheds is given below : 
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On the basis of the storage requirements on the Croton 
and Sudbury watersheds, it would be necessary for a uniform 
draft of 800,000 gallons per day per square mile from the 
proposed Suffolk County works, to provide a storage volume 
from 160 to 200 million gallons per sc|uare mile. The normal 
rainfall on the Suffolk County watershed is about the same as 
that on the Sudbury, and the amount of storage based upon the 
requirements found necessary on this drainage area is perhaps 
a better basis for estimating the Suffolk County needs than 
those of the Croton, because the average rainfall on this water- 
shed in the New York uplands is several inches greater than 
in eastern Long Island. The amount on even the Croton basis 
of 160 million gallons per square mile is, however, considered 
an excessive requirement in Suffolk county because the Long 
Island streams are fed largely by the ground-water inflow 
from the shallow water-table tributary to them, and the rate 
of run-off here is consequently so much more imiform than 
the run-off of the Sudbury or Croton watersheds. 

Uniformity of Run-off in Southern Suffolk County 

By constructing a mass curve of the flow of 11 of the Suf- 
folk Coimty streams in 1907, which are shown on Sheets 8, 
9 and 10, Aces. L 609, L 610 and L 611. it is estimated that a 
storage of 4,500 million gallons would have equalized the 
delivery of these streams, which had an average flow of about 
100 million gallons per day. Assuming the other streams would 
have required a proportional amount of storage, all the Suffolk 
County streams summarized in Table 5, page 113, would have 
reciuired, say, 7,000 million gallons of storage. This represents 
a storage of 21 million gallons per square mile on the whole 
watershed of 332 square miles to maintain a uniform flow of 
150 million gallons per day, equivalent to over 450,000 gallons 
per day per square mile. 

The minimum flows of the Suffolk County streams in 1894 
(see Table 5, page 113) were, on the whole, less than in 1907, 
although the estimated total was greater because of a large 
flow of the Patchogue river recorded in that year. It is pos- 
sible that much smaller minimum flows may have occurred, if 
tradition may be accepted, .so that during a long period of dry 
years, a storage much in excess of 21 million gallons per square 
mile would be needed to maintain, say, a continuous supply 
of 400,000 gallons per day from the surface streams. 
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The deep ground-water underflow which makes up fully 
half of the run-off of the southern Long Island watersheds is 
much more uniform than the flow of the surface streams, 
and probably varied but a few per cent, during the year 
1907. It was shown in the report of the Burr-Hering 
Freeman Commission (pages 816-829) that the water- 
table in the center of the island had not fluctuated more than 
12 feet during the last 60 or 70 years. Considering that the 
hight of the ground-water in .the center of the island above 
sea-level represents the head upon which depends the rate of 
flow of the ground-waters, the volume of the deep underflow 
at the south shore has not varied over 20 per cent, in this time. 

Probable Storage Requirements in Suffolk County 

It is shown on page 290 of this report that the total amount 
of storage on the Ridge wood watershed does not exceed 30 
million gallons per scjuare mile, which has proven inadequate 
during dry yeans. 

For the proposed Sufl^olk County works, a storage of 50 
million gallons per square mile is probably ample to maintain 
a yield of 800,000 gallons per day per square mile. Fully half 
of this should be developed along the main line of the proposed 
works at the south shore and in the Peconic valley. The re- 
mainder can easily be obtained on the branch storage lines pro- 
posed for the complete development. Indeed these lines may 
be made to provide a still greater amount of storage, even to 
75 or perhaps 100 million gallons per square mile, if the opera- 
tion of the works shows this amount necessary. 

CONCLUSIONS ON UNIT YIELD 

From the above considerations of the present yield from 
the watersheds of the Ridge wood system in Nassau and 
Queens counties, the deliveries of other similar catchment 
areas and the storage volume that may be made available dur- 
ing periods of low rainfall, the safe average yield per square 
mile of Suffolk County watershed has been taken as 800,000 
gallons per day. 

This estimate is believed to contain a factor of safety to 
provide for more severe conditions of drouglit than have been 
recorded in the past 40 years. During years of ample rain- 
fall it is believed more than this may be safelv collected. 
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YIELD OF SrFFOLK COUNTY WATERSHEDS 

Gross Yield 

On the basis of this unit yield of 800,000 gallons per day 
per square mile, the entire Suffolk County catchment area of 
332 square miles would safely yield an average supply of 266 
million gallons per day. The several areas of ground-water 
catchment that would be drawn upon by the four successive 
extensions of the collecting works from the Nassau County 
line are tabulated below, together with the probable gross yield 
of each area. 
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Riverhead Calverton 4.3 38 30 266 

Total of all sources 88.6 888 866 



The fifth and last stage of construction would be the build- 
ing of the three branch lines. Xo more water would be made 
available by these lines, except as would be secured from with- 
out the watershed by the inflection of the water surface 
through deep pumping, but these branch lines would make 
large volumes of stored ground-water available in periods of 
low rainfall, when the draft on the main south shore works 
would be decreased through the general lowering of the whole 
water-table. 

Amount of \V.\ter to Be Appropriated for Xew York City 

It is shown in a subsequent appendix that the amount of 
water that is at present required for domestic and industrial 
uses in Suffolk county outside of that utilized for water-power 
does not exceed 6 million gallons per day. Probably not over 
10 million gallons per day need be lost at any time in main- 
taining the levels in the ponds near the acjueduct line. This 
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would leave as the net supply that could be appropriated for 
New York City, without material injury to Suffolk County 
interests, 250 million gallons per day. 

With the probability of a higher unit yield than assumed 
for these estimates, the needs of a population of 150,000, fifty 
years hence, could still be supplied without diminishing the 
supply of 250 million gallons per day for New York City. 

This estimate of a net supply of 250 miUion gallons per 
day from the Suffolk County sources, is larger than hitherto 
made. No previous project, however, has contemplated an ex- 
tension of the works to Quogue and to the Peconic river, as 
estimated upon in this plan, nor have the branch lines into the 
center of the island been considered in other projects. 

Mr. I. M. de Varona, as Chief luigineer of the Brooklyn 
Water Works, proposed in 1896 to develop a supply of 100 mil- 
lion gallons per day in Suffolk county. Mr. de \^arona planned, 
however, to go only as far as the Carman's (Connecticut) 
river, and supplement the flow from the larger streams be- 
tween this river and Nassau county, by four intermediate 
driven-well stations along the proposed conduit line near the 
Montauk division of the Long Island railroad. Most of this 
supply was to be surface-water; only 20 per cent, was to be 
pumped at the driven-well stations, to maintain the supply in 
dry periods. 

The Commission on Additional Water Supply estimated in 
1903, on the basis of a yield of 800,000 gallons per day, that 
175 million gallons could be secured from a ground-water 
catchment. The data available at the time on the area of 
catchment was less complete than now, and the watershed 
cast of Moriches and in the Peconic vallev was not considered. 
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APPENDIX 2 

LOCATION OF PROPOSED WORKS IN SOUTHERN 

SUFFOLK COUNTY, TO AVOID IMPAIRMENT 

OF THE QUALITY OF SUPPLY AND 

ANNOYANCE AND DAMAGE TO 

LOCAL RESIDENTS 

BY WALTER E. SPEAR, DIVISION ENGINEER 

On first thought, the most natural location for the collect- 
ing works in southern Suffolk county might appear to be on a 
line near the south shore, or the tdgG of the salt marshes, 
where the drainage area tributary to the works is a maximum, 
and where, necessarily, the flow in the surface streams and the 
volume of the ground-water underflow from the rainfall on 
the upland watershed is greatest. Further consideration 
shows, However, that in order to properly safeguard the quality 
of the proposed water-supply and to avoid unnecessary annoy- 
ance and material damage to local residents, a small percentage 
of the total yield should be sacrificed, and the collecting works 
located at some distance back from the south shore bavs and 
the larger villages. 

QUALITY OF SUFFOLK COUNTY WATERS 

In Table 8 on the following page are given the partial 
analyses of many ground-waters of the Suffolk County water- 
sheds. Four classifications of these waters have been made 
according to the amount of dissolved mineral matter that they 
contain. 

It will be interesting to state briefly the meaning and the 
relative importance of these analyses. 

Physical ExamiNvVtion 

Temperatures are observed when the waters are collected. 
If observations on ground- waters show temperatures far 
above or below the average annual air temperature, it is gen- 
erally evidence of the infiltration of surface-water or the ex- 
posure of the water in shallow wells. 
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136 APPENDIX 2 

The determination of turbidity is not important for ground- 
waters, because such waters are always clear except as there 
may be some iron in suspension. Turbidities less than three 
or four on the empirical scale, by which they are measured, 
are hardly noticeable. 

The color of a water is also determined by comparison 
with empirical standards. A colorless water, as distilled wa- 
ter, has a color of and a color less than 20 or 30 is hardly 
perceptible. Color results from organic matter or '' leaf tea '' 
in solution. Ground-wateis are generally colorless, except 
those drawn near swamps or sources of organic pollution. 
"Apparent color '' in unfiltered ground-waters may result from 
finely divided particles of iron oxide. 

Chemical Examination 

The amount of nitrogenous organic matter in a water is 
ordinarily determined in parts per million as albumenoid am- 
monia. Free ammonia represents the first products of decom- 
position, and nitrite and nitrate are the successive steps in the 
change to the final mineralized condition. Excepting sup- 
plies near sources of subsurface pollution, ground-waters con- 
tain but little organic matter because it has been entirely oxid- 
ized to nitrate in the natural filtration that takes place in pass- 
ing through the surface soils. 

The total solids represent all the organic and mineral con- 
tents of the water left after evaporation. 

Chlorine, which occurs as common salt, or other chlorides, 
is found everywhere. If the amount of chlorine is in excess 
of the normal in any locality it is an index of pollution or 
evidence of infiltration of sea-water. The normal chlorine on 
Long Island generally varies from three parts per million in 
the center of the island, to about six parts near the shores. 
Outlying bars and the easterly flukes of the island, which 
are more exposed to the sea breezes, have much higher 

normals. 

Hardness is a measure of the destroying effect of the wa- 
ter on soap. When the hardness is less than 10 it is not no- 
ticeable, and waters having a hardness less than 23 are not ob- 
jectionable. The alkalinity represents that portion of the hard- 
ness that is made up of carbonates and bicarbonates. The re- 
mainder of the hardness consists of sulphates, nitrates, etc. The 



LOCATION OF PROPOSED WORKS 137 

normal ground-waters from the siliceous sands of Long Island 

are soft. A hardness in these waters much greater than 10 is 

evidence of sewage, animal wastes or the presence of sea-water. 

The occurrence of iron is considered later at some length. 

Bacterial and Microscopic Examinations 

No bacterial and microscopic examinations of these Suffolk 
County waters have been made. The work of the Burr- 
Hering-Freeman Commission showed that deep ground-water 
in its natural state is sterile. It is unusual, however, to find 
a ground-water supply without a few organisms and great 
numbers occur in wells whe^ conditions are favorable for 
their growth. While these organisms are harmless, from a 
sanitary point of view, they sometimes give rise to offensive 
tastes and odors, and fill up the wells and the pipes of the dis- 
.tribution system. 

Normal Ground-Waters 

The first four samples in Table 8 come from the undevel- 
oped scrub oak lands, and are representative of the normal Suf- 
folk County ground-waters unaffected by pollution from the 
resident population. These waters are uniformly cool, generally 
clear, colorless and contain but little organic matter or mineral 
salts. The amounts of chlorine, which in other localities might 
be interpreted as evidence of pollution, are normal for water- 
sheds so near the sea, and represent the salts carried inland by 
moisture-laden ocean winds. The slight hardness of these 
waters, which has a like origin, is caused, for the most part, 
by sulphates. Carbonates, of which the sea-salts contain a 
relatively small proportion, are naturally low, as there is no 
limestone rock or other calcareous matter on Long Island. 
The amount of iron in these waters from the yellow, water 
bearing sands and gravels is not sufficient to give any trouble. 
Altogether, these natural ground-waters of Suffolk county are 
most attractive for a public supply, absolutely safe for domes- 
tic use and satisfactory for all commercial purposes. 

The comparatively high turbidity and color of the water 
at the Lindenhurst well was due to scale from the well casing. 

Supplies of Local Water- Works 

The larger public water-supplies which are situated in the 
outskirts of the south shore villages, are of satisfactory qual- 
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ity, but they show in the larger amounts of nitrates, chlorine 
and in greater hardness and alkalinity, the effect of subsur- 
face drainage from the local population. These villages have 
no general drainage system ; where the most primitive methods 
of sewage disposal are not still in use, the house drains are 
connected with cesspools and the ground-water in their vicinity 
is consequently much polluted. 

Waters from Small Domestic Wells 

Many of the waters from dug and driven wells at farm 
houses, country residences and railroad stations are as pure 
as the normal ground-w^aters first shown in this table. Others 
taken from wells near points of disposal of sewage and house- 
hold wastes contain much dissolved mineral matter and are 
noticeably high in hardness and alkalinity. A bacterial exami- 
nation would doubtless show these waters to be free from 
organic life, as a result of their filtration through the sub- 
strata of sand an,d gravel. While they may be perfectly safe 
to drink, such waters cannot be considered satisfactory for 
domestic or industrial uses. 

W^aters from Off-Shore Islands and Beaches 

The last three samples in Table 8 are of interest in show- 
ing the character of the waters obtained on the small islands 
and sand beaches that separate the Great South bay from the 
Atlantic ocean. 

The sample from Muncie island was taken from a flowing 
well 240 feet deep, and exhibits only a- slight seepage of sea- 
water to the stratum in which this water flovved from the main 
Long Island shore, 3.5 miles away. The water from Oak 
island was drawn from a shallow well, and that from Fire 
Island beach from* an open pit in the beach sand. Both waters 
represent rain-water that has fallen upon these islands^ and it 
is not surprising, therefore, that they are high in mineral 
salts, because of their proximity to the sea. Note, however, 
the greater amount of chlorides in proportion to the total 
solids than in the waters of domestic wells polluted by human 
wastes. 

S urface- Waters 

The analyses of the surface-waters in Suffolk county are 
presented in Table 9. These waters represent > ground- waters 
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that have drained into the surface streams, and they show 
somewhat greater turbidity and color and slightly more or- 
ganic matter than the normal ground-water, because of some 
surface washings and their passage through swamps. 

The surface streams north of the south shore villages in 
Suffolk county now drain but sparsely populated watersheds, 
and would doubtless be reasonably safe for domestic use for 
some years without filtration. Eventually they would become 
polluted by the increasing population on their watersheds, as 
have many of the surface-waters in Nassau and Queens coim- 
ties, which have been abandoned or in some instances have 
been filtered before delivery to Brooklyn. 

Aside from the inexpediency of appropriating some of 
these surface-waters in Suffolk county, there is certainly no 
merit in collecting them and filtering out the organic matter 
and surface washings, when it is possible to intercept much 
of the same water in the ground before it reaches the streams. 

WATERS OF THE RIDGEWOOD SUPPLY 

It is interesting to compare the Suffolk County waters with 
those of the Ridgewood supply of Brooklyn borough, which 
is obtained in southern Nassau and Queens counties. The fol- 
lowing analysis of the supply taken at the Ridgewood reser- 
voirs represents averages of two weeks in October, 1907, coinci- 
dent with the collection of many of the Suffolk County waters: 



Temperature 62° F. 

Turbidity 3.5 

Color 15.0 

Albumenoid ammonia .030 

Free ammonia . 018 

Nitrites 003 

Nitrates 1 .38 

Total solids 

Fixed solids 81.0 

Chlorine 9.0 

Hardness 31.0 

Alkalinity 15.0 

Iron . 58 

Bacteria per cubic centimeter (48 hours at 20° C.) . 207 

Total microscopic organisms 62 
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Comparison with Suffolk County Waters 

It is evident that the normal ground-waters and even the 
waters of the pubHc supplies in Suffolk county are better than 
the water now furnished the City by the Ridgewood system. 
It is important to explain, however, that the general quality of 
the Ridgewood supply is impaired by the water from some of 
the surface streams and by the high mineral contents of the 
waters delivered by a few stations on the ** old watershed," in 
the westerly portion of the system, as shown by the analysis 
of the water from each station in Table 10. It is the purpose 
of this discussion to show that the high mineral contents of 
the waters of these stations result from their proximity to the 
salt water of Jamaica bay, and from the existence of a large 
population on a portion of the tributary watershed. It is in- 
tended to suggest, also, that the solution of the large amount 
of iron in some of the supplies may be occasioned by the agency 
of organic matter near the stations. 

Doubtless only the great need of water in Brooklyn borough 
prevents the abandonment or reduction in pumpage of the 
stations now yielding an unsatisfactory supply. As soon as 
new sources are developed a great improvement can be effected. 

The surface character of the Suffolk Countv watersheds 
and the underlying water bearing strata are much the same 
as in western Long Island, and a thorough imderstanding of 
the causes of the deterioration of portions of the Ridgewood 
supi)ly is necessary, in order that in constructing the proposed 
works in Suffolk county the original purity of the supply may 
be maintained. 

Comparison with Other Supplies 

The waters of the Ridgewood system compare favorably 
with the other large supplies in this country and abroad, both 
in the amount of organic matter and in the dissolved mineral 
content. This is shown in Table 11, page 143. The quality 
of a water-supply is, after all, purely relative; a water that 
occasions no complaint in one city would not be tolerated in 
another. Still, the public is being educated all the time to 
higher standards in water-supply, as well as in business ethics, 
and works cannot be laid out to-day to provide a supply that 
is not in every way attractive and absoltitely safe for domestic 
use. 
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TABLE 10 

Analyses of Waters of the Ridgewood Supply 

Parts per Million 



Source of Sample 



Nit- 
rates 



Total 
Solids 



Chlor- 
ine 



Hard- 
ness 



Iron 



surface-waters 

Baisleys' filters 0.50 1 1 1 

Sprinsffield filters L60 137 

Springfield pond 1.60 137 

Smith's pond 0.35 70 

Valley stream 1.50 80 

Pines pond 1.05 77 

Shodack brook 0.65 62 

Hempstead pond 0.20 67 

Hempstead storage reservoir 0.30 60 

Hempstead filters 2.10 82 

Millburn pond 0.75 82 

East Meadow pond 0.40 58 

Newbridge pond 0.35 55 

Wantagh pond 0.35 

Massapequa pond 0.25 76 

Millburn pumping-station 0.40 66 

ground-waters 

Spring Creek deep wells 1.45 322 

Spring Creek shallow welU 4.00 402 

Aqueduct 9.10 187 

Oconee 3.10 139 

Morris park 8.40 198 

Baisleys 3.30 165 

Jameco deep 0.05 119 

Jameco shallow 2.70 201 

St. Albans 1.05 1 17 

Springfield 0.05 67 

Rosedale 0.25 107 

Forest stream 1.20 75 

Clear stream 1.90 90 

Watt's pond 0.10 58 

Watt's Pond shallow 3.00 96 

Agawam 0.40 55 

Merrick 0.55 54 

Matowa 0.15 45 

Wantagh 0.50 42 

Massapequa 0.20 48 

Wantagh infiltration gallery 0.65 62 

Seaford Station infiltration gallery 1.10 49 

Massapequa infiltration gallery . . . 0.55 50 

Carman's infiltration gallery 0.50 46 
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IXFI.OW OF SEA-WATER 

One of the most serious sources of the impairment of the 
Ridge wood waters is the brackish water that reaches some of 
the stations nearest the south shore bays, and which accounts 
for most of the chlorides and some of the hardness and alka- 
linity in the supply. The amount of the dissolved sea-salts in 
the Ridgewood supply has never been sufficiently great to be 
sensible to the taste, but the water has sometimes been too 
hard for domestic use and unfit for some manufacturing pur- 
poses. 

The following partial analysis from page 519 of the Burr- 
Hering-Freeman report, shows the principal mineral ingredi- 
ents of sea-water: 



Parts per 
million 



Sodium chloride 26,430 

Magnesium chloride 3,150 

Magnesium sulphate 1,783 

Calcium sulphate 1 ,330 

Silica 120 

Calcium carbonate 56 

Magnesium carlx)nate trace 

Oxide of iron trace 



Total 32,869 



Evidently, about 90 per cent, by w^cight of the salts dis- 
solved in sea-water are chlorides ; over nine per cent, are sul- 
phates, and less than 0.2 per cent, is carbonate. A high 
chlorine content and comparatively low hardness and alka- 
linity in any ground-water suggest, therefore, the presence of 
sea-water. 

Chlorine in Ridgewood Supply 

The amount of chlorine in the Ridgewood supply during 
the past eleven years is shown on Sheet 11, Ace. L615, with 
the average monthly yield of the whole watershed, the delivery 
of thoFe stations most affected by sea-water, and the annual 
rainfall at Hempstead reservoir. 
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The original Brooklyn supply from surface streams con- 
tained from five to six parts of chlorine per million, which is 
the noniial chlorine in southern Long Island. A large increase 
came with the development of the ground-waters. That shown 
on this diagram, in 1895, was occasioned by the pumping of 
the wells at the old Agawam station, which was soon after 
abandoned for the present site. In 1897, following several 
years of low rainfall, the heavy draft upon the Spring Creek, 
Baisley's and Jameco stations raised the chlorine to a high 
figure, and in 1899 the water from the deq) wells at Shetucket 
station contributed a large amount. 

The stations delivering brackish water were shut down 
frofln time to time and parts of their well equipment cut out; 
but only temix>rary relief was secured until 1903, when the 
high rainfall increased the seaward movement of the fresh 
water, and the construction of additional ground-water col- 
lecting works permitted the sources of objectionable water to 
be abandoned or the pumpage greatly reduced. By this means 
the chlorine was reduced in 1904 to six parts per million, 
which is but slightly above the normal. Since that time the 
amount has, however, slowdy increased as a result of the heavy' 
draft upon the watershed, until, during the fall of the past 
year, it reached at one time 12 parts per million. 

Old Shetucket Drivex-Well Station 

The record of the yield of the old Shetucket station fur- 
nishes one of the most interesting examples of the danger re- 
sulting from collecting ground-water near the sea. This sta- 
tion was situated just south of the conduit on the edge of the 
salt marshes about three miles from Ridgewood pumping-sta- 
tion and originally comprised twelve 8-inch wells, 167 to 180 
feet in depth. These wells drew their supply from water bear- 
ing sands below a clay stratum 125 feet beneath the surface. 

Sheet 12, Ace. L 608, which is an extension of that on 
page 415 of the Burr-He ring-Freeman report, shows the oper- 
ation of this station from 1897 to 1905, inclusive. The plant 
was first operated at a rate of nearly four million gallons per 
day for the las-t few months of 1897, and yielded a satisfactory 
supply, having only 4.5 parts of chlorine per million. In the 
following March, 1898. wdien the rate of pumping was in- 
creased to six million gallons per day, the chlorine show^ed a 
slight increase and the amount continued to rise, although the 
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yield of the station was reduced to four million gallons per 
day, and later, as the salinity continued to increase, to one mil- 
lion gallons per day. The chlorine in 1902 rose to 500 parts 
per million. 

In 1903 the pumping was further reduced to an average of 
0.5 million gallons per day, and continued at this rate until 
Augus-t, 1905. The chlorine did not decrease materially with 
this low rate of pumping and the deep wells were then aban- 
doned. Investigation in 1903 showed that the brackish water 
came from the bay through the strata beneath the clay bed. 
The sands above this clay contained only 6 to 20 parts of 
chlorine, and in 1907 shallow wells were driven at the She- 
tucket station to replace the deep ones. 

One important fact is brought out by the operation of the 
Shetucket station, w^hich is confirmed elsewhere, that the orig- 
inal freshness of the ground-water in the sands is not restored 
at once by shutting down the plant and permitting the ground- 
water to rise to its original level. When the sea- water once 
reaches a system of wells the only remedy is to abandon them. 
Probably only in the course of many years will the salt water 
be entirely washed from the sands by the slowly moving fresh 
waters escaping into the sea. 

Other Stations of the Ridgewood System 

The shallow wells of the Spring Creek, Baiseley's and 
Jameco driven-well stations have also yielded brackish water. 
The studies upon the operation of these stations by the De- 
partment of Water Supply are given in the report of the Rurr- 
Hering-Freeman Commission, pages 410 to 420. At each of 
these plants the brackish water seemed to reach the wells from 
Jamaica bay in a coarse stratum that perhaps represented an 
old surface channel. The yield of Spring Creek station has 
been reduced during the past three years, and the yield of 
Raiselev's station has been cut down to but little over 0.5 
million gallons per day. 

The new Morris Park and Aqueduct stations are providing 
water quite high in chlorine, and it is probable, in a year of 
low rainfall, that their delivery would have to be considerably 
curtailed. 

The only station on the " new watershed " east of Freeport 
which has yielded brackish water was the old Agawam sta- 
tion. This was located a short distance north of the head of 
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the salt-water creek at the Merrick road, and when placed in 
operation yielded a supply so high in chlorines as to increase 
the salinity of the whole Ridgewood supply during the latter 
part of 1893. The station was moved 700 feet north to the 
present location, where no difficulty has been experienced. It 
should be noted that the water-table at the present site is, to 
some extent, sustained by the overflow and seepage from the 
East Meadow pond, a few hundred fefet above. (Seethe Burr- 
Hering-Freeman report, Plate XIII, page 836). 

The amount of chlorine in the supplies from the Shetucket, 
Jameco, Spring Creek and Baiseley's driven-well stations, with 
the corresponding ground-water elevations at these plants, are 
shown on Sheet 21, Ace. LJ 195. 

Location of Ground- Water Works of Ridgewood System 

The stations of the Ridgewood vsystem that have not been 
affected by the sea-water evidently owe their immunity to the 
distance from the sea, the hight of the water-table and the 
lack of free movement of the ground- waters where they are 
situated. The amount of chlorine at the driven-well stations 
of the Ridgewood system are shown on Sheet 13, Ace. L J 188, 
with the distance of each station from the salt water in the 
south shore bays or estuaries tributary to them, the general 
hight of the normal ground-water surface, the pumpage, the 
maximum salinity and the corresponding depth of pumping. 

This diagram shows that brackish water has not reached 
the wells of any station that is situated over 2,000 feet from 
the salt water. Several other stations within this distance, 
and some but little farther away, notably the Oconee station, 
would doubtless have pumped brackish water but for the fine- 
ness of the water bearing strata, the low pumpage and the 
small area of influence about the wells. More ground-water 
has been developed on the " old watershed " and the driven- 
\yell stations have been pumped more continuously than on 
the new. 

Several stations of the Brooklyn works in Nassau county, 
particularly the Agawani, Matowa and other driven-well sta- 
tions in the *' new watershed,'' are but little farther from the 
salt water than these stations where salt water has been ob- 
tained, and not one of them is located where the normal 
ground-water surface was originally higher than 10 or 12 feet 
above mean sea. It appears very probable, therefore, that 
salt or brackish water would have been obtained at many of 
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these stations had it been the practice in past years to operate 
them continuously, instead of a few months a year in dry 
weather, or had these stations been equipped to pump the 
ground-water sufficiently low to draw a large amount of 
storage. 

It should further be noted, in considering the stations of 
the Ridgewood system, that they are a mile or two apart and 
undoubtedly some water escapes to the sea between them. 
Furthermore, the ground-water surface at several stations in 
the new watershed is maintained by the surface-water in adja- 
cent ponds. Even though the wells at many of these stations 
were pumped continuously for several years and the ground- 
water surface in their immediate vicinity maintained below 
sea-level, their operation would not necessarily prove that it 
would be safe, on the same location, to pump to equal depths 
a continuous line of wells that permitted very little water to 
escape towards the bay, to keep up the level of the water-table 
south of the wells. 

Before considering the location of the Ridgewood works 
as a precedent for the proposed system in Suffolk county, it 
should be remembered that both the original conduit out to 
Smith's pond, near Rockville Center, and the new conduit from 
Millburn to Massapequa were built to intercept the flows of 
the surface streams, and, therefore, were placed as near the 
south shore as the surface of the ground and the aqueduct 
grades permitted. The ground-water pumping-stations that 
were constructed later were not considered in the original 
works, and, when built, were naturally placed near the exist- 
ing aqueducts. 

EQUILIBRIUM BETWEEN FRESH AND SALT 

WATER 

There is much evidence in the infiltration of brackish water 
to the wells of the Ridgewood works, and the salt water 
actually found in deep wells on the outlying islands and 
beaches, that the salt water exists at considerable depths in 
the deep sands and gravels near the shores of Long Island. 
A brief consideration of the equilibrium between the fresh 
water and the heavier brackish water shows that the salt water 
must fill the deep strata beneath the shores, unless the fresh 
water is under sufficient head to overcome the greater specific 
gravity of the salt water and keep it out. 
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The freedom of communication between the fresh ground- 
waters near the south shore of Long Island and the bodies of 
salt water in the bays and ocean beyond is well exhibited by 
the observations of Mr. A. C. Veatch of the U. S. Geological 
Survey in 1903. (See " Underground Water Resources of 
Long Island, New York," 1906, Professional Paper 44, pages 
70 and 71). 

Studies in Holland and Belgium 

The equilibrium between the fresh ground-water and the 
sea-water has received much study in Holland and Belgium, 
where ground-water supplies are obtained, near the sea, from 
sand and gravel formations. On Sheet 14, Ace. L 339, is 
shown an ideal section of the sand dunes in northern Holland, 
which has been made up from the studies in that vicinity. 
The first figure exhibits the normal undisturbed relations of 
the fresh and ?alt water before the lowering of the surface 
of the fresh water by artificial means. Referring to this dia- 
gram, F is the fresh- water head above sea-level at some point 
on the section, as A; and S is the depth from sea-level to the 
salt water immediately below this point. If d is the specific 
gravity of the salt water in the saturated sands, it is clear 
that for equilibrium the total depth of fresh water, F + S, must 
be d X S ; from which the depth of salt water below sea-level 

F 
at the point A will be S -~ If the specific gravitv of the 

d-1 
water in the sands is equivalent to that in the North sea, 1.025, 
the depth of salt water below sea-level will be 40 times the 
fresh-water head above sea-level. Similarly, if the salt water 
had a specific gravity of only 1.015, the salt water would be 
found at a depth of 67 times the fresh-water head. 

In Figure 2 of this same diagram, the effect is shown of 
lowering the water-table through a canal excavated in the 
center of the section. As the ground-water surface is lowered 
and the stored water abstracted, the salt water naturally rises 
to take its place. Evidently, if the fresh water is lowered to 
sea-level, brackish water will be obtained in this canal. 

The line of contact between the fresh and salt waters would 
be naturally modified by inequalities in the character of the 
saturated strata, and the freedom of communication in a 
vertical direction near the line of contact, as shown in the 
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second figure on Sheet 15, Ace. L 592, where impervious clay 
beds exist. 

I.WESTIGATIONS OF THE AMSTERDAM DUNE SUPPLY 

The most thorough investigation of the hydrology of fresh 
and salt waters has been made by the Amsterdam Water 
Works, which were briefly described in the Transactions of 
the American Society of Civil Engineers, \'olume LIV, Part 
D, page 169, and more fully in the Transactions of the Royal 
(Dutch) Institute of Engineers, February 1, 1904. 

A cross-section of the dune works near Haarlem and 
Zandvoort, from the North sea to the Haarlemermeer, Sheet 
16, Ace. L 580, which has been taken from the latter paper, 
shows the canals from which the ground-waters are collected, 
the geology of the substrata and the movement and salinity 
of the ground-waters. The normal relations between the fresh 
and salt w-aters, which must have been originally as showTi in 
the ideal section of the dunes, Sheet 14, Ace. L 339, have been 
modified by the pumping out of the polders behind the dunes. 
In spite of the rains that have fallen on the surface of this 
polder for hundreds of years, the waters in the polder are 
brackish because, being lower than the X^orth sea, the salt 
water flows inland to them beneath the dunes. 

The ground-water supply for Amsterdam is, for the most 
part, gathered by the canals from the sands above the first 
clay stratum. Deep wells have, however, been driven into the 
second water horizon below this upper clay stratum by which 
to collect the fresh waters that have slowly percolated from 
the surface. These wells are only intended to furnish a tem- 
porary supply to meet the city's demands until such times as 
new sources east of the city may be developed. The engineers 
of the works know that the supply is small that comes from 
the surface to these lower sands through the semi-impervious 
stratum, and they realize that as soon as the stored water is 
drawn at a greater rate than that of the downward movement 
from above and the fresh- water pressure there is reduced, the 
salt water will enter and the wells must be abandoned. 

There is much of interest in this diagram in the relative 
pressures in the several water horizons, and in the direction 
of ground-water movement and the methods employed during 
the Amsterdam investigations that could be profitably applied 
to Long Island problems. If the ground-w^ater in southern 
SuflFolk county were lowered to a depth of 15 feet below sea- 
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level by means of deep wells driven at a distance of five miles 
fcom the shore, and a continuous stratum of clay separated 
the upper and lower water horizons, the conditions would be 
identical with those shown in this diagram at the westerly edge 
of the Haarlemermeer polder, and salt water would just as 
surely, in the course of time, enter the wells as it does the 
polder canals. 

Long Island Relations 

On Sheet 17, Ace. L 105, two ideal sections of Long Island 
similar to those of the Holland dune have been constructed 
from the available data on the hydrostatic conditions of the 
deep ground-waters, assuming in this diagram that there exists 
homogeneous and pervious material down to bed-rock. 

The first section represents roughly the present normal 
relation in Suffolk county between the fresh and the salt water 
in the unconsolidated strata. It has been found that the 
hydrostatic head on the deep waters in the center of the island 
is 10 to 20 feet below the surface of the main water-table, and 
there are artesian heads on both the north and the south shores 
from 5 to 15 feet above sea-level. From these data, the 
deep pressure gradients have been drawn and the lines of 
contact between the fresh and salt waters estimated. 

The arrows indicate the downward movement of the 
ground-waters in the center of the island from which results 
the observed loss of head between the surface and the deep 
waters; also the lateral movement of the waters from the 
middle of the island, in both directions, to the sea, and the 
upward movement and the emergence of this deep water be- 
yond the shores. This general movement has been well con- 
firmed by the character of the water found in deep wells near 
the shore. These deep waters have generally much less 
chlorine than the surface-waters in the same locality, but quite 
the same as the surface-waters in the center of the island. 
In drawing the arrows, showing the general direction of the 
ground-water movement, their lengths have been made pro- 
portional to the probable velocities of the ground-water just 
to illustrate how exceedingly slow is the motion of these 
waters, and, consequently, how perfect is their purification. 
The magnitude of the movement of the ground-water in the 
lowest strata is doubtless greatly exaggerated, as most of the 
seaward flow is believed to take place in the yellow gravels 
in the first 100 to 500 feet of the water bearing sands. 
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The second or lower section of this diagram shows roughly 
the effect on the normal line of contact between the fresh and 
salt water of pumping down the ground-water on the south 
shore. The salt water would naturally flow inland and rise 
as the ground- water surface was lowered until, if this lower- 
ing was continued for some years, brackish water would be 
obtained in the wells. This section brings out the interesting 
fact that when the water-table is lowered under these condi- 
tions, storage is drawn not only from the surface of the 
ground-water reservoirs, but some fresh water is evidently 
abstracted from the bottom, as salt water advances toward 
the collecting works and partially fills the space previously 
occupied by the fresh water. The amount of this storage, in 
any year, from some considerations of the Ridgewood works, 
does not appear to be large because of the slow advance of 
the sea-water and the mixture of salt and fresh waters that 
occurs. 

It would not be difficult to detect the advance of salt water 
to the proposed collecting works if test-wells were driven 
along the shore and samples taken at intervals for chlorine 
examination. Such wells should be driven before the Suffolk 
County works are placed in operation. 

If we assume, as in this sketch, a well 500 feet in depth, 
it is evident that the salt water would enter the bottom when 
the fresh- water head is drawn to the level of 12.5 feet above 
sea-level, providing the brackish water has the assumed specific 
gravity of 1.025. If the brackish water in the porous sands 
were diluted by a large proportion of fresh water and its 
specific gravity were only 1.015, brackish water would not 
enter this well until the fresh-water pressure head at the 
bottom were less than 7.5 feet above sea-level. The higher 
value w'ould only be obtained after many years of operation 
of collecting works that intercepted the entire fresh-water 
movement towards the sea. 

From Sheet 17, Ace. L 105, it appears that where there 
arc no impervious clay beds between the upper and lower 
water bearing strata, the greatest safety against the entrance 
of sea-water would be secured by constructing the works in 
the center of the island and by maintaining on either side, 
between these works and the sea, a fresh-water summit of at 
least 20 feet or more above sea-level. Such a development 
would, however, be very expensive, both in first cost and in 
operation, and it would be impossible to lower the water-table 
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at such wdls sufficiently to draw upon as large a tributary 
watershed as may be obtained by the proposed works on the 
south shore. 

As far as the deep water bearing strata have been investi- 
gated, it is very improbable that any wells would be driven 
as deep as 500 feet. The maximum depth of the wells is not 
likely to exceed those of the Ridge wood works, about 200 
feet, and, from present indications, they may not, perhaps, be 
greater than 150 feet in depth. These considerations of the 
equilibrium of the fresh and salt waters show the advantage 
of the shallow wells in protecting the supply from the sea- 
water. 

Minimum Fresh-Water {Iead 

On Sheet 18, Ace. L 599, is shown graphically the mini- 
mum hight of the fresh ground-water that will exclude from 
wells of various depths in the saturated sands, sea-water vary- 
ing from 1.005 to 1.025 in specific gravity. 

The density of the sea-water off this coast is about 1.025, 
but the waters of the south shore bays vary in specific gravity 
from 1.015 to 1.020. Moriches bav has, however, a density 
of about 1.005. After the operation of the proposed collect- 
ing works, the density of the south shore bays will increase 
slightly, but it is unlikely, from the known density of the wa- 
ters in Jamaica bay south of the Ridgewood collecting works, 
that any of these bays in Suffolk county will ever have a 
greater specific gravity than 1.020, and many portions will 
never exceed 1.015. 

Referring to this diagram, it is evident that in w-ells from 
100 to 200 feet in . depth, the ground-water should never be 
reduced during long periods of operation below four feet 
above sea-level. As the south shore bavs are about 0.8 foot 
above the B. W. S. datum plane of 1907, which is used in this 
report, the safe minimum ground-water elevation, on our scale 
of bights, would be at Elevation 5. 

A ground-water supply cannot be collected without depress- 
ing its surface, and if, furthermore, the proposed works in 
southern Suffolk county were designed to secure enough stor- 
age to maintain the estimated yield, the amount of lowering 
of the ground-water surface corresponding to the storage 
required must he added to the minimum elevation of the 
ground-water shown by this diagram, in order to find the 
normal hight of ground-water above sea-level where it would 
be safe to locate wells of any given depth. 
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In Appendix 1 it was pointed out that a storage correspond- 
ing to about 50 million gallons per square mile should be ob- 
tained and that of this it was suggested that about half should 
be obtained on the main line of the collecting works. To make 
available this volume of storage, it would be necessary to 
pump down the water-table at the wells on the main line about 
15 feet. If the ground-water surface were not to be drawn 
for any great period lower than Elevation 5, the original level 
on the line of the works should be 20. It is evident then, for 
wells from 100 to 200 feet deep, that a location for the pro- 
posed Suffolk County development should he selected where 
the ground-zvatcr is at least as high as Elevation 20 feet on 
the B. IV. S. datum. 

Location of Amsterdam Works 

The only large ground- water supply near the sea with 
which the location of the Long Island works may be com- 
pared, is that of the dune works of Amsterdam, near Haarlem 
and Zandvoort, a section of which is shown on Sheet 16, Ace. 
L 5cS0. 

The so-called West canal of these works is the nearest 
to the North sea, and is only y^ mile from the shore. The 
surface of the water in this channel in which the ground-water 
is collected is, however, five to six feet above mean sea-level, 
and the bottom of the canal is over a foot above this level, 
or evidently higher than portions of the Wantagh infiltration 
gallery of the Brooklyn works. 

Some of the other canals two to three miles from the sea 
are lower than the West canal. The bottom of the lowest of 
these, the Sprenkel canal, is three feet below mean sea-level ; 
its water surface, however, is two feet above, so that the 
works are safe from the entrance of sea-water. The normal 
ground-water level near the dune canals was 10 to 15 feet 
above sea-level. 

POLLUTION FROM LOCAL POPULATION 

The sea-water from the south shore bays is not the only 
source of dissolved mineral matter in the Long Island ground- 
waters. In the analyses of the SuflFolk County waters, atten- 
tion has already been called to the large amount of chlorine 
and nitrates, and to the great hardness and alkalinity of the 
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ground-waters from wells adjacent to points of disposal of 
house drainage and domestic wastes. 

The mineral contents of some ground-waters from the more 
thickly populated portions of western Long Island, given for 
1902 in the Burr-Hering-Freeman report, are shown below: 



Station 


Parts per Million 


Population per 
Square Mile of 
Watershed Esti- 
mated on Page 565 




Nitrates 


Chlorine 


Hardness 


of Report of 
Burr-Hering- 
Freeman Commission 


Pfalzgraf Water Supply Co. . 

Blytheboume Water Co 

Woodhaven Water Co 

Montauk Water Co 


9.60 
5.25 
2.49 
5.60 
7.40 
6.72 
14.18 
0.10 


14.3 

7.4 

9.1 

19.9 

15.7 

14.1 

22.1 

6.9 


192.0 
126.3 
131.4 
119.0 
8S.0 
172.0 
191.9 
131.3 


' 3.666 
3,600 
2.200 


Jamaica Water Co 




Flatbush Water Co 


7,000 


New Lots station 


10,000 


Spring Creek deep wells 


2.600 



It should be noted that these are much harder than some 
of the waters of the Ridgewood system, containing the same 
percentage of chlorine. This excess in hardness, which is 
due to the local drainage, distinguishes these waters from 
those of the Ridgewood system which are more affected by 
sea-water, and, therefore, contain a larger proportion of the 
chlorides of salt water and less sulphates and carbonates. 
While the bacterial examinations show these waters to be per- 
fectly safe, they are not altogether satisfactory for many uses 
because of their hardness. As the population still further 
increases on the watersheds of these stations, some of them 
will doubtless be abandoned. 

Unlike Nassau and Queens counties, most of the population 
in southern Suffolk county is located in the villages close to 
the south shore, and the subsurface drainage containing a large 
amount of dissolved mineral matter could readily be avoided 
by locating the proposed line of collecting works north of 
these south shore villages, where the wastes from the more 
thickly populated areas wOuld not drain toward the works. 
The ground-waters collected on the line that is here proposed 
should not show a much higher mineral content for many 
years than that of the normal ground-waters shown in Table 
8, page 135, which were recently collected there. 

The present population within the watershed in Suffolk 
county north of the south shore villages is estimated as 17,000, 
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which is an average of 51 per square mile. This is hardly a 
third, or a quarter, of the present population per square mile 
of the Ridgevvood watershed, and explains the better quality 
of the Suffolk County ground-waters. 

• 

IRON AND MAXGAXE.se IN LONG ISLAND WATERS 

The yellow water bearing sands and gravels of Long Island 
owe their distinctive color to the film of iron oxide with which 
they are coated. This oxide is readily soluble upon deoxida- 
tion in contact with organic matter, and all ground-waters 
gathered from the yellow gravels contain more or less of the 
oxide in solution. The solubility of the iron oxide is well 
illustrated in the scrub oak country of Suffolk county, where 
patches of clean, white quartz sand are seen here and there, 
adjacent to areas of dark loam. The sand below the soil 
covering is quite yellow, but the iron stain on the surface 
particles, in contact with the vegetable humus, has been dis- 
solved and washed away. 

It is not alone, however, the surface humus that serves 
as the deoxidizing agent by which the iron is dissolved. It 
is recognized that a large amount of iron is dissolved from 
deep, iron-bearing gravels, near beds of peat or lignite. 

Amount of Iron in Long Island Waters 

On the whole, the ground-waters in southern Suffolk 
county are low in iron. Among the widely distributed sani- 

■ 

pies taken in a survey of Suffolk County waters, the iron 
ranged from 0.05 to 0.9 part per million, being, except in one 
or two localities, less than 0.2 part. The waters in the Peconic 
valley are, however, noticeably high in iron, and the samples 
from several domestic wells are probably abnormally large 
because of their proximity to cesspools, or privies, the drain- 
age from which provided the organic matter for the deoxida- 
tion and solution of the iron. 

The available data on the distribution of iron in the Long 
Island ground-waters have been placed on Sheet 19, Ace. 
L 568. It is evident that the ground-waters along the south 
shore of the island, from Massapequa to Spring creek, contain 
larger amounts of iron than in southern Suffolk county, and 
that, in general, the iron contents increase toward the westerly 
limits of the Ridgevvood system. On the other hand, the 
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ground-waters back from the shores in the central and extreme 
western parts of Long Island contain but little iron. 

It seems significant that the ground-waters highest in iron 
are, in general, found in the western portion of the Ridgewood 
system and in the Peconic valley, where large areas of the 
surface are low and swampy, and are naturally covered with 
a considerable depth of organic matter, as indicated by the red 
shaded areas on this map. It should be noted that the ground- 
waters of the VVoodhaven, Montauk and Jamaica stations, 
which are immediately north of the zone of highest iron 
contents in western Long Island, have less than 0.2 part of 
iron per million. 

It is quite likely that the high iron contents of the waters 
from the deq) wells of the Ridgewood stations in Queens 
county are the result of the deoxidizing effect of the deep beds 
of peat through which the ground-waters pass on their way to 
the wells. 

This map suggests that the stations of the Ridgewood sys- 
tem, from Springfield to Jameco, would not, perhaps, yield 
waters so high in iron if they had been located a little farther 
north in the direction of the Woodhaven and Jamaica pump- 
ing-stations and away from the swampy valleys of the south 
shore. 

The greatest amount of iron that is permissible in a sup- 
ply is considered to be 0.4 to 0.5 part per million. A larger 
amount is sensible to the taste and gives trouble in the laun- 
dry and in some industrial processes. The iron in the Ridge- 
wood supply did not exceed these figures until, during the 
last few years, a larger supply has been drawn in the westerly 
portion of the old watershed where the iron is high, as stated 
above. 

The analyses of the Suffolk County ground-waters do not 
indicate that a supply from these sources would contain more 
iron than the waters of the Ridgewood system. The- swamp 
areas in southern Suffolk county are smaller and the surface 
soils throughout the southerly portion of the county arc gen- 
erally freer from organic matter than those in the Ridgewood 
watershed. Wells driven into the yellow gravels above the 
lignite beds of the cretaceous dqjosits and on the line pro- 
posed for the collecting works in southern Suffolk county 
would not, probably, provide enough iron to occasion any 
trouble in the distribution system, or any annoyance as a 
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domestic supply, or for ordinary manufacturing uses, since 
the supply of water in these yellow gravels is not probably 
drawn to any appreciable extent from the cretaceous forma- 
tion below. 

The iron in the swampy valley of the Peconic river is higher 
than elsewhere in Suffolk county, and it does not appear that 
the collecting works can be located to avoid it. A discussion 
of the treatment necessary for the removal of iron in these 
ground-waters is given in a subsequent appendix. 

Occurrence of Manganese 

Representative samples of the Suffolk County ground-wa- 
ters have been taken to determine the amount and distribu- 
tion of manganese, the salts of which are much more to be 
feared than those of iron, since they cannot be readily removed 
from the water. 

The results are shown in the following table, with the cor- 
responding amount of iron, and are plotted on Sheet 19, Ace. 
L 568. 



Parts per Million 
Samples 



Iron Manganese 



Babylon water-works 0.30 0.07 

Experimental station. West Islip 0.15 0.27 

Bayshore water- works 0.15 0.37 

Great River (well) at railroad stations 0.90 0.08 

Patchogue water-works 0.30 0.20 

Brookhavcn (domestic well) 0.90 0.0-4 

Calvcrton (domestic well) 3.60 0.30 



. There appears to be no relation between the occurrence 
of iron and manganese, although it is very likely that the 
conditions favorable for the solution of iron may also dissolve 
out the manganese. 

The Bayshore Supply 

It will be noted that while the iron is higher in the Baby- 
lon supply, the water of the Bayshore water-works shows more 
manganese. The latter supply has a noticeable *' iron " taste, 
and it is but natural to suppose this is due to the small per- 
centage of manganese that the water contains. 

Much trouble occurred at the original Bayshore pumping- 
station just north of the South Country road, where the stand- 
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pipe still stands. The supply was drawn from shallow wells 
about the foot of the swampy pond on the Penataquit creek. 
It is reported that the amount of iron and the attendant 
growths in the water became so great as to fill the pipes and 
give the consumers much trouble. When the station was 
moved to its present site on comparatively high ground, ^4 
mile northwest of the original location, no further difficulty 
occurred. There is a suspicion that this trouble came not so 
much from iron as from manganese, although no samples of 
scale from the old pipes have yet been obtained. 

Much less attention has been given to manganese in ground- 
waters than to iron, and its determination is more difficult. 
A smaller amount of manganese is, perhaps, noticeable to the 
taste, and a supply should not contain, at the most, a larger 
amount than the greatest allowable percentage of iron. The 
weight of evidence, however, points to a still lower limit for 
the manganese. 

ANXOYANXE TO SUFFOLK COUNTY RESIDENTS 

Besides the advantages to be gained in the quality of the 
Suffolk County supply by placing the collecting works on com- 
paratively high ground back from the south shore villages, this 
plan offers still another advantage quite as important as the 
others, in that the operation of the works on this location 
would disturb the ground- water surface but little in these vil- 
lages and in the zone of settlement along the shore, and. there- 
fore, would give little annoyance to the residents there. 

If the line were placed well back, one-half mile to a mile 
north of the south shore villages, the lowering of the ground- 
water in the villages would not, imder the most severe condi- 
tions of operation, probably amount to much over ^\t feet, and 
would ordinarily be less, because the distance between the 
proposed collecting works and the south shore bays, or the 
large inlets from them, would be such that the rainfall on this 
strip south of the collecting works, would maintain there a 
water-table at least two feet above the mean sea, independent 
of any flow from the upland watershed. This water-table 
would, no doubt, furnish sufficient wafer for all but the more 
thickly populated parts of the largest villages, so that but few 
diversions of water need be made from the proposed collect- 
ing works to supply local needs. 
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This advantage of the location proposed is illustrated on 
Sheet 20. Ace. L 583, which exhibits two sections of the south 
shore of Suffolk county on a somewhat exaggerated vertical 
scale. It is evident, from a comparison of the two sections, 
that the Suffolk County residents need not fear the same 
annoyance from the operation of a line of collecting works 
well north of their villages as the people of the south shore 
towns in Nassau county have experienced. 

The depression in the surface of the ground-water result- 
ing from the pumping on a location well back from these vil- 
lages would not be noticeable beyond a distance of ^ mile 
from the works, and the lands within a zone ^4 mile either 
side of this location are now covered, for the most part, with 
scrub oak, small pines and brush, as seen on Sheet 149, Ace. 
5334, and on Plates 12 and 13 following this appendix. 
Even were there now, or likely to be in the future, many farms 
in this zone where the soil is, on the whole, very thin and 
poor, it is shown in Appendix 13 that the ground- water is 
generally so far below the ground surface that no water can be 
drawn up by capillarity for the uses of vegetation. 

CONCLUSIONS ON LOCATION OF COLLECTING 

WORKS 

The only advantage of a line as near the shore as the 
works of the Ridgewood system appears to be that of obtain- 
ing the maximum drainage area. 

The loss of ground-water catchment in choosing a line 
well back from the shore need not, under average conditions 
of operation, be more than 10 per cent, of the whole area. 
The sacrifice of the small additional yield obtained would 
seem to be entirely justified by the insurance of a permanent 
supply of good water, free from the salts of sea-water, from 
the drainage of the towns and from high percentages of iron. 
By pumping deeply the wells on a location several miles from 
the shore, during brief periods of large demand, a counter 
slope might be established toward the wells that would, for 
a short time, make tributary to the higher line quite as large 
a drainage area as could safely be drawn upon by the works 
nearest the south shore. 

Another consideration that cannot be overlooked in choos- 
ing a location far from the shore, in the scrub oak country, 
is the advantage of cheaper land. 
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The location now proposed for the collecting works in 
southern Suffolk county is one that provides the largest drain- 
age area consistent with reasonable safety from the entrance 
of sea-water. It may be seen on Sheet 6, Ace. 5596, that this 
location fulfills the condition of being above the 20- foot 
ground-water contour, so far as economy in construction per- 
mits. The proposed line diverges southerly from this ground- 
water level at some points, to avoid excessive excavation in 
high ground, and again to shorten the aqueduct at river cross- 
ings. These points may be made reasonably safe by construct- 
ing fresh-water reservoirs in the larger streams below the 
works to exclude the salt water from the surface strata, as 
proposed in Appendix 9. 

On Sheet 149, Ace. 5334, showing relation of cultivated 
areas and villages to the prpposed line of collecting works, 
it may be observed that the works would be north of most 
of the south shore villages, and that the probable limit of 
inflection of the ground-water surface towards the works 
would be north of the more thickly populated areas. This map 
shows also that, but for the valleys of the largest Suffolk 
County streams, the collecting works avoid the low, swampy 
lands of the south shore. 

The location of the collecting works must, of course, be 
made where the water bearing strata are most favorable for 
the collection of a supply. The borings have shown more 
coarse material in the direction of the center of the island 
than near the south shore, and this fact is still another argu- 
ment for the scrub oak location. 
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APPENDIX 3 

GENERAL PLAN FOR SUFFOLK COUNTY COL- 
LECTING WORKS 

BY WALTER E. SPEAR, DIVISION ENGINEER 

So far as may be consistent with the greatest possible de- 
velopment of Suffolk County waters, the method of collecting 
should, in general, be one that offers the greatest economy 
in construction and operation, with the least disturbance to 
local interests and with no impairment of the quality of the 
supply. The design of the collecting works to meet these con- 
ditions must depend primarily upon the character, depth and 
distribution of the water bearing gravels, and upon the strata 
that separate them from the source of all water-supply, the 
rains that fall upon the surface of the island. 

The deep strata in Suffolk county have been thoroughly 
investigated by deep test-wells during the past year. The 
results of the borings are given in Table 15, pages 224 to 255, 
and in the large scale sections. Sheets 46, 47, 48 and 49, Aces. 
5592, 5595, 5593 and 5594. 

The large stovepipe wells driven by the Board of Water 
Supply from which most of these data were obtained, provide 
the most accurate samples of the strata penetrated, because 
the material is brought to the surface in large masses by the 
sand buckets, 10 to 12 inches in diameter, without the separa- 
tion of the coarse and the fine particles that takes place in 
wash borings, and samples of strata are secured with even 
greater certainty than by dry sampling in smaller wells. The 
2-inch test-borings give less accurate samples, but they con- 
firm in general the results from the larger wells. 

It would be interesting to have learned the total depth of 
the unconsolidated sands in southern Suffolk county, but there 
was little likelihood of finding any considerable supply of 
water beyond 400 or 500 feet in depth, and only two borings 
of greater depth than this were made. One near Brookhaven 
reached a depth of 940 feet and stopped in superfine sand and 
gravel. Among these tables are given the log of a test-well 
driven by wash boring methods by the Department of Water 
Supply at Seaford, Table 15, page 224. This well was driven 



168 APPENDIX 3 

to a depth of 1050 feet without striking bed-rock, so that these 
sand and gravel strata on the south shore in Suffolk county 
may have a thickness of 1100 or 1200 feet. 

WATER BEARING STRATA 

The principal water horizons recognized in southern Long 
Island are the upper or yellow glacial gravels, and the deep 
gray gravels of cretaceous origin. Only the yellow gravels arc 
of importance in a large development of ground-water in 
southern Suffolk county. The general location of the yellow 
gravels and their relation to the much deeper beds of gray 
sands and clays in which the gray gravels occur, are shown 
in the cross-section of Suffolk county, Sheet 22, Ace. L 601. 

This section is typical of eastern Long Island, which dif- 
fers somewhat from the extreme westerly end, where there 
are surface outcrops of the consolidated bed-rocks which, in 
Suffolk county, are probably 600 to 1100 feet or more below 
the surface. 

Yellow Gravels 

The yellow quartz gravels which owe their distinctive color 
to their coating of iron oxide, make up the upper strata in 
Long Island, and except in a few localities, entirely cover the 
gray sands and clays beneath. The longitudinal section of 
southern Long Island, Sheet 23, Ace. L 602, shows that these 
yellow sands and gravels have a depth of 80 to 200 feet, and 
that these beds are, on tlie whole, thicker in Suffolk county 
than in western Long Island. 

From this diagram and the large scale sections, Sheets 46, 
48 and 49, Aces. 5592, 5593 and 5594, it appears that not only 
are the yellow gravels in Suffolk county of greater depth, but 
they are quite as coarse as those in Nassau and Queens coun- 
ties, from which the greater part of the waters of the Ridge- 
wood supply is drawn, and the Suffolk County strata arc, 
therefore, more favorable for the development of a large 
ground-water supply than the same strata in western Long 
Island. There is no evidence in the Suffolk County borings 
to show that there are any impervious beds of clay in the yel- 
low gravel strata, yet it is important in considering the designs 
for the proposed collecting works to note that there are layers 
of fine and medium sand here and there that must in some 
measure interrupt the free vertical movement of the ground- 
water. 
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Table 12 shows the mechanical analyses of the yellow sands 
and gravels taken from the large stovepipe wells that have been 
driven along the line of the proposed collecting works. This 
table gives the effective size and uniformity coefficients of tlie 
coarse water bearing strata and of the finer sands that separate 
them. The effective size of the coarse material that would be 
drawn upon by a well system ranges from 0.3 to 10.0 milli- 
meters with fairly large uniformity coefficients, indicative of 
the gravel which they contain. The finest of the yellow sands 
in these wells have an effective size of 0.2 millimeter, and 
these are generally uniform and therefore pervious. 

It is interesting to compare these sands with water bearing 
strata from which other ground-water supplies are drawn : 



Effective Uniformity 

Sample Size Coefficients 



Millimeter 



EI Monte well near Los Anijeles. Cal 0.17 7.1 

Burbanlc wells of Los Angeles water- works 0.20 6.5 

Erlenstegen wells. Nuremberg works 0.35 2.3 

Dune sands near Amsterdam 0.18 1.4 



The finer strata in the yellow gravels of southern Suffolk 
county are as favorable for the general movement of the 
ground- water as any of these materials from the California 
wells or from those abroad. There appears to be no reason 
why some form of well may not be designed to collect water 
from any or all of the yellow gravels that have been found in 
these borings. 

The sands from the two stovepipe wells near Los Angeles, 
represent strata opposite which perforations were to be made 
in these casings to admit the supply. i\s indicated by the large 
uniformity coefficients, there was sufficient gravel mixed with 
the finer sands to form a filter about the well. It is interest- 
ing to note that the El Monte well, which was 14 inches in 
diameter, 1020 feet deep, and perforated for 324 feet of its 
length, yielded three million gallons per day. The wells of the 
Nuremberg works (see Sheet 32, Ace. L 81) were placed in 
the material here shown. The supply from the dune works 
of Amsterdam is collected in open canals, but The Hague 
supply is drawn from infiltration galleries in the same ma- 
terial. 

The transverse section, Sheet 47, Ace. 5595, brings out the 
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interesting fact that the yellow 'gravels are coarser in the center 
of the island than on the line where it is proposed to collect 
the supply, and that these beds are still finer close to the south 
shore. This is but to be expected, as the material was de- 
posited by southerly flowing water from the face of the glacier, 
and the coarser material was naturally dropped first and the 
finer material carried further seaward. The coarse soils and 
substrata of the center of the island make these out'wash 
plains an exceedingly favorable collecting ground, and the de- 
position of the finer material near the shore protects, to some 
extent, the proposed collecting works from the entrance of 
brackish water from the south shore bays. 

Gray Gravels 

The great mass of unconsolidated material underlying the 
yellow gravels throughout Long Island is made up of fine 
gray and white sands and black clays. Much lignite and iron 
sulphide are found at all depths. Some of the gray sands are 
not much finer than the finest of the yellow sands above them 
and are generally more uniform. The coarser gray sands have 
an eflFective size of 0.25 to 0.35 millimeter and a uniformity 
coefficient from one to two, but all contain more or less clay 
with which they are interbedded, and it w^as found that this 
clay cuts down the rate of ground-water movement through 
them. The many thick beds of clay with which the gray sands 
are interstratified prevent the free movement of water in a 
vertical direction and interfere with the supply of rain-water 
from the surface. These gray sands are too fine for the 
screen of an ordinary well and there is no gravel in them as 
in the yellow gravels to form a natural filter to exclude the 
finer material. They cannot, therefore, be considered as water 
bearing in the sense that they would readily give up their 
water, although they would doubtless yield a small amount 
of water if wells having fine strainers of the Cook or Johnson 
type were driven in them. The depth of the gray sands is 
such, however, that the development of the water in them 
would be expensive and quite unnecessary, as the proposed 
supply can be intercepted more economically in the yellow 
gravels. 

The borings thus far made in southern SuflFolk county have 
not revealed any beds of coarse water bearing gravel in these 
gray sands, although the larger wells were driven to depths 
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TABLE 12 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 1, Experiment Station, West Islip, 

Long Island, 14 Inches in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 33.4; Ground-water, 23.9 





Depth 
Below 










Mechanical 
Analysis 


Sam- 


Surface 
Feet 


Kind of 
Sampling 


Character of 
Material 


Color 






ple 


Effec- 


Uniform- 


No.. 














tive 


ity Co- 
efficient 




From 


To 










Size 


1 





3 


Dry. . . 




Sandy loam 


Light brown .... 


0,35 


2.28 


2 


3 


9 


tt 




Coarse and fine gravel: coarse 
















sand 


ii it 

.... 


0.47 


4.68 


3 


9 


12 


Sand bucket . 


Coarse gravel; coarse sand. . . . 


White and yel- 


















lowish brown.. 


0.73 


39.70 


4 


12 


17 






Coarse and fine gravel; coarse 
sand 




0.51 


21.56 


5 


17 


26 






Coarse and fine gravel; coarse 
sand 


Brownish yellow. 


0.66 


23.18 


7 


26 


38 






Coarse, medium and fine sand . 


<< tt 


0.29 


1.76 


8 


38 


54 






Gravel; medium and fine sand. 


<i t< 


0.33 


1.85 


9 


54 


60 






it «l >• iiia 


It •! 


0.28 


2.00 


10 


60 


70 






Medium sand 


White and light 
yellow 


0.36 


1.36 


11 


70 


75 






Coarse, medium and fine sand. 


Brownish yellow. 


0.35 


1.48 


12 


75 


80 






Medium and fine sand 


White and light 
yellow 


0.31 


1.55 


13 


80 


88 






Gravel; coarse and medium 
sand; organic matter 


Dark brown 


0.36 


2.22 


14 


88 


94 






Coarse and fine gravel; sand. . 


Brownish yellow. 


0.39 


23.07 


15 


94 


97 






Coarse and fine gravel; coarse 
sand 


tt it 


1.30 


5.23 


16 


97 


98 


<i 


It 


Coarse and fine gravel; coarse 


















sand 


It tt 


2.20 


13.60 



m 



TABLE 12 (Continued) 
MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 2, Experiment Station, West Islip, 
^ Long Island, 12 Inches in Diameter. Elevation, B. W. S. 
Datum: Surface of Ground, 30; Ground-water, 23.9 



Sam- 
ple 
No.^ 



Depth 

Below 

Surface 

Feet 



Kind of 
Sampling 



Character of 
Material 



Color 



From To 



Mechanical 
Analysis 

, « 

EflFec- Uniform- 
tive ity Co- 
Size emcient 



1 
2 
•3 



5A 
• 6B 
6 

7 
8 

9 

10 

11 

12 
13 
14 

15 
16 
17 
18 
19 
20 
21 
22 

23 

24 
25 
26 
27 
28 
29 
30 
31 
32 
33 
34 

35 

37 

38 

39A 

39B 

40 

41 



3.6 Dry 

3.6 4.5 '• 

4.5 . 6.6 •• 

6.6 7.1 " 

7.1 10 *• 

10 12 Sand bucket 

12 13 

13 16 

16 17 

17 18 

18 19.5 

19.5 21 

21 23.2 

23.2 25.2 

25.2 26.9 

26 29 

29 30 

30 33 
33 38 
38 42 
42 46 
46 48 
48 50 

50 52 

52 54.5 

54.5 56 

56 58 

58 62 

62 64 

64 66.5 

66.5 68 
68 70 
70 72.6 

72.6 74 
74 78.3 

78.3 80 

S2 81 

84 86 

86 88 

86 KS 

88 89.5 

89.5 91 



Gravelly loam : Yellowish brown. 0.43 

Clay; sand Blue-gray 

Fine gravel; coarse and med- 
ium sand Yellowish brown. 0.59 

Fine gravel; coarse and med- 
ium sand " " 

Coarse and medium sand Brownish yellow. 

Coarse gravel " 

Coarse and fine gravel; coarse 
sand 

Coarse, medium and fine sand . 

Coarse and fine gravel; coarse 
sand 

Coarse and fine gravel; coarse 
sand 

Coarse and fine gravel; coarse 
sand 

Coarse and fine gravel; coarse 
sand 

Coarse, medium and fine sand . " " 

Gravel; coarse and fine sand. . " 

Fine gravel; coarse and med- 
ium sand " 

Coarse, medium and fine sand. " *' 

Coarse and medium sand 

Coarse, medium and fine sand. " " 



*0.51 



3.72 



6.61 



■■ at ti •* •« 41 41 

(* ti ■• •« «■ ■• 11 

Fine gravel; coarse, medium 

and fine sand 

Fine gravel; coarse, medium 

and fine sand 

Coarse, medium and fine sand. 

Coarse and medium sand 

Medium and fine sand 

II llltll 41 «• 

•I tialli M l« 

II III4I4 •• l« 

41 <4I««4 «l 44 

'.'.'.'. '.'.'. LiKht yellow 

«• 44 l« 41 II II 

'. '.'.'.'.'.'. Brownish yellow. 

Fine gravel; medium and fine 

sand 

Medium and fine sand " " 

*i ii***t II It 

■ 4 ••4444 44 la 

Coarse and fine gravel; sand. . Rich yellow 

Sandstone; pyrites; gravel .... Dark brown 

clay Blue, gray and 

dark brown 
Coarse and fine gravel Brownish yellow. 2.9 



0.60 


4.66 


0.45 


2.44 


0.5 


2.66 


1.35 


12.22 


0.33 


1.78 


1.80 • 


5.27 


0.90 


3.60 


0.63 


12.3 


0.54 


4.81 


0.32 


1.65 


0.37 


2.38 


0.37 


4.05 


0.34 


1.76 


0.40 


1.87 


0.32 


1.56 


0.28 


1.78 


0.30 


1.73 


0.29 


1.72 


0.29 


1.75 


0.32 


2.18 


0.30 


2.50 


0.28 


1.71 


0.36 


2.22 


0.25 


1.68 


0.30 


1.60 


0.22 


1.63 


0.26 


1.65 


0.23 


1.78 


0.23 


1.69 


0.26 


1.57 


0.19 


2.00 


0.19 


2.00 


0.22 


1.77 


0.19 


1.94 


0.18 


2.05 


0.60 


18.33 



7.58 



*60 per cent, finer than 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 3, Experiment Station, West Islip, 

Long Island, 16 Inches in Diameter. Elevation, B. W. S. 

Datum: Surface of Ground, 30; Grounivwater, 23.9 





Depth 






Below 




Sam- 


Surface 


Kind of 


ple 


Feet 


Sampling 


No.. 










From 


To 




1 





2 


Dry 


2 


2 


4 


It 


3 


4 


6 


it 


4 


6 


12 


•« 


5 


12 


13 


Sand bucket 


6 


13 


15.5 


It t< 


7 


13 


15.5 


It <i 


8 


15.5 


17 


It 1 1 


9 


15.5 


17 


•t ti 


10 


17 


19 


1 1 it 


11 


19 


21 


It It 


12 


21 


23 


t< tt 


13 


23 


25 


It It 


14 


25 


27 


1 1 « t 


15 


27 


29 


It It 


16 


29 


31 


1 1 t< 


17 


31 


33 


ti It 


18 


33 


35 


It It 


19 


35 


37 


It It 


20 


37 


39 


It at 


21 


39 


41 


tt It 


22 


41 


43 


• 1 1 1 


23 


43 


45 


t« tt 


24 


45 


49 


• • It 


25 


49 


61 


• t tt 


26 


51 


53 


tt It 


27 


53 


55 


• 1 tt 


28 


55 


57 


't tt 


29 


57 


59 


tt ,t 


30 


59 


61 


II tt 


31 


61 


63 


tt It 


32 


63 


65 


tt 11 


33 


65 


67 


It tl 


34 


67 


69 


tt «t 


35 


69 


71 


It tt 


36 


71 


73 


ti It 


37 


73 


75 


tl it 


38 


75 


77 


ti tl 


39 


77 


79 


ti ti 


40 


79 


81 


tt ti 


41 


81 


83 


ti It 


42 


83 


86 


• i it 


43 


86 


87 


it tt 


44 


87 


89 


1 1 It 


45 


89 


91 


It II 


46 


91 


93 


it i. 


47 


93 


95 


tt It 


48 


95 


97 


ti ■• 


49 


97 


99 


<l 1. 


50 


99 


101 


tl .1 



Character of 
Material 



Color 



Mechanical 
Analysis 

EflFec- Uniform- 
tive ity Co- 
Size efficient 



Gravelly loam 

Clay; coarse and medium sand ; 

gravel 

Coarse and fine gravel; coarse 

sand 

Fine gravel; coarse sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

sand 

Coarse and fine gravel; coarse 

and medium sand 

Coarse and fine gravel; sand. . 

Coarse and fine gravel; coarse 
sand 

Coarse and fine gravel; coarse 
sand 

Coarse gravel ; coarse and med- 
ium sand 

Coarse gravel; coarse and med- 
ium sand 

Coarse gravel ; coarse and med- 
ium sand 

Coarse gravel ; coarse and med- 
ium sand 

Coarse gravel ; coarse and med- 
ium sand 

Coarse and fine gravel; coarse 
and medium sand 

Coarse gravel; coarse and 
medium sand 

Coarse gravel; coarse and 
medium sand 

Coarse gravel; coarse, medium 
^ and fine sand 

Coarse gravel; coarse, medium 
and fine sand 

Coarse gravel; coarse, medium 
and fine sand 

Coarse, medium and fine sand. 



** tl It ■■ It II I, 

Medium and fine sand '* " 

It latlii II I, 

•• •• tt .1 ,, ,, 

it .1 It <l II II 

tl tl tl It * II ,, 

It it It It II I, 

It tl tl It II II 

•• •• <« ti tt tl 

•• •• tt II II II 

<« tt tt tl ■ ,1 ,1 

tt tl It ,1 ... ^^ ^^ 

•• •• tt t. II ,1 

Coarse and fine gravel; coarse 

and medium sand Light brown . . . . 

Coarse gravel; coarse and 

medium sand ** " , . . . 

Coarse gravel; coarse and 

medium sand '..... "^ ' "" . . . . 

Coarse and fine gravel; sanl. . " " .... 
Coarse gravel; coarse and 

medium sand " " . . . . 

Medium and fine sand Brownish yellow. 

•' tl It II ,1 ' 14 

•• tl It II ,, ,1 



Light brown .... 0.37 

Brownish gray. . 0.31 

Yellowish brown. 0.55 
White and light 

yellow 0.68 

White and light 

yellow 2.0 

White and light 

yellow 1,5 

White and light 

yellow 1.1 

White and light 

yellow 1.1 

White and light 

yellow 0.85 

White and light 

yellow 2.0 

White and light 

yellow 0.60 

White and light 

yellow 0.62 

White and light 

yellow 0.51 

White and light 

yellow 0.60 

White and light 

yellow 0.42 

White and light 

yellow 0.47 

White and light 

yellow 0.52 

Brownish yellow. 0.37 

0.36 
0.42 
0.37 
0.35 
0.35 
0.34 



0.33 
0.29 
0.35 
0.26 
0.29 
0.32 
0.23 
0.26 
0.27 
0.28 
0.26 
0.34 
0.24 
0.23 
0.22 
0.26 
0.27 
0.27 



0.35 

0.37 

0.57 
0.65 

0.37 
0.31 
0.27 
0.32 



2.97 
4.84 
4.18 
2.50 

11.5 

16.0 

11.8 

10.36 

10.4 
6.60 

38.0 

32.2 

25.5 

30.8 
2.40 
5.^5 

32.6 

35.1 

2.11 

8.09 

2.46 

2,57 

1.97 

2.23 

1.03 
1.89 
1.88 
1.84 
1.76 
1.53 
1.78 
1.57 
1.78 
1.60 
1.54 
1.26 
1.70 
1.78 
1.68 
1.61 
1.50 
1.55 

19.1 

25.4 

25.4 
40.0 

2.42 
1.64 
1.52 
1.47 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 4, Experiment Station, Lindenhurst, 

Long Island, 14 Inches in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 30 ; Ground-water^ 22.3 





Depth 










Mechanical 




Below 


. 








Analysis 


Sam- 
ple 


Surface 
Fbkt 


Kind of 
Sampling 


Character of 
Material 








Color 


Effec- 


Uniform- 


No.- 














tive 


t ty Co- 
emcient 




From 


To 










Size 


1 





2H 


Sand bucket . 


Loam ; sand ; vegetable matter . 


Brown 


0.31 


2.00 


2 


214 


5 


K 


• 1 


Gravelly loam 


• 1 


0.37 


4.32 


3 


5 


6 


II 


II 


Coarse, medium and fine sand. 


Yellow 


0.24 


2.17 


4 


6 


9 


il 


II 


II 14 il X II 


White and light 
yellow 


0.37 


3.78 


6 


9 


11 


«< 


11 


Gravel; coarse and medium 
sand 


White and light 

yellow 

White and light 


0.34 


3.82 


6 


11 


13 


II 


<l 


Gravel; coarse and medium 
















sand 


yellow 

White and light 


0.39 


5.41 


7 


13 


15 


li 


II 


Gravel; coarse and medium 
















sand 


yellow 


0.35 


6.28 


8 


15 


17 


II 


II 


Coarse gravel and coarse sand.. 


White and light 
yellow 


0.60 


35.00 


9 


17 


19 


*l 


II 


Gravel and medium sand 


White and light 

yellow 

White and light 


0.43 


13.25 


10 


19 


21 . 


II 


II 


Coarse and fine gravel; coarse 
















sand 


yellow 


0.86 


30.20 


11 


21 


23 


II 


II 


Coarse and fine gravel; coarse 
sand 


White and light 

yellow 

White and light 


0.79 


34.2 


12 


23 


25 


*l 


• 1 


Coarse and fine gravel; coarse 
















sand 


yellow 


0.93 


6.88 


13 


25 


27 


II 


• 1 


Coarse and fine gravel; coarse 
sand 


Brownish yellow. 


0.55 


4.91 


14 


27 


29 


II 


II 


Coarse and fine gravel; coarse 
sand 


White and light 
yellow 


0.51 


11.70 


16 


29 


31 


<< 


II 


Coarse and fine gravel; coarse 
sand 


White and light 

yellow 

White and light 


0.78 


11.30 


16 


31 


33 


11 


II 


Coarse and fine gravel; coarse 
















sand 


yellow 


0.43 


34.90 


17 


33 


35 


II 


II 


Gravel; coarse and medium 
sand 


White and light 
yellow 


0.40 


5.25 


18 


35 


37 


II 


II 


Gravel; coarse and medium 
sand 


White and light 
yellow 


0.36 


2.61 


19 


37 


39 


• 1 


• 1 


Gravel; coarse and medium 
sand 


White and light 

yellow 

White and light 


0.38 


10.00 


20 


39 


41 


• I 


II 


Coarse, medium and fine sand. 


















yellow 


0.35 


2.11 


21 


41 


45 


• I 


II 


•1 II II II 11 


Yellow, white and 
light yellow. . . 


0.34 


2.56 


22 


45 


47 


It 


II 


Coarse and fine gravel 


Yellow.white and 




13.50 










. 




light yellow. . . 


0.66 


23 


47 


49 


II 


II 


Gravel ; coarse and fine sand . . 


Yellow,white and 
light yellow. . . 


0.38 


2.13 


24 


49 


51 


• 1 


II 


Medium and fine sand 


Yellow.white and 




1.63 














light yellow. . . 


0.32 


25 


51 


53 


II 


II 


Gravel; coarse and medium 


Yellow.white and 




2.30 












sand 


light yellow. . . 


0.46 


26 


53 


55 


II 


II 


Gravel; coarse and medium 


Yellow.white and 




3.83 












sand 


light yellow. . . 


0.37 


27 


55 


67 


• 1 


• 1 


Coarse and medium sand 


Yellow.white and 




2.03 














light yellow. . . 


0.32 


28 


57 


59 


II 


II 


Coarse and fine gravel; coarse 


Yellow.white and 




2.10 












sand 


light yellow. . . 


0.57 


29 


59 


61 


• 1 


It 


Coarse and fine gravel; coarse 


Yellow, white and 




2.74 












sand 


light yellow. . . 


0.42 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 5 at Experiment Station, Wyan 

DANCii, Long Island, 12 Inches in Diameter. Elevation, B.W. S. 

Datum: Surface of Ground, 56; Ground-water, 51 





Depth 




Sam- 
ple 

No., 


Bel< 

Surf 

Fee 

From 


ow 

ACE 
T 

To 

1 

4 

6 


Kind of 
Sampling 


1 
2 
3 



1 
4 


Sand bucket . 


4 


6 


10 


n <• 


5 


10 


15 


li •• 


6 


15 


18 


<l <• 


7 


18 


20 


<< t< 


8 


20 


22 


<l i« 


9 


22 


24 


tl «< 


10 


24 


26 


<< •• 


11 


26 


28 


• 1 «> 


12 


28 


30 


(1 11 


13 


30 


32 


<1 << 


14 


32 


34 


it !• 


15 


34 


36 


• > <1 


10 


36 


38 


41 •< 


17 


38 


40 


tl 11 


18 


40 


42 


11 tl 


19 


42 


44 


11 «l 


20 


44 


46 


t 1 11 


21 


46 


48 


11 11 


22 


48 


50 


11 11 


23 


50 


52 


tl 11 


24 


52 


54 


11 It 


25 


54 


56 


tl tt 


26 


56 


58 


tt It 


27 


58 


60 


tt tt 


28 


60 


62 


tl tt 


29 
30 


62 
64 


64 
66 


tt It 
<t It 


31 


66 


68 


It It 


32 
33 
34 


68 
70 
72 


70 
72 

74 


• 1 11 
11 It 
II tl 



Character of 
Material 



Color 



Mechanical 
Analysis 

^ ■ " -^~ ■ ^ 

Effec- Uniform- 
tive ity Co- 
Size emcient 



Loam and gravel Brown 0.62 10.00 

Coarse and fine gravel Brownish yellow. 0.76 36.00 

Coarse and fine gravel; coarse 

sand ;• " 0.36 6.11 

Coarse and fine gravel; coarse White and light 

sand yellow ....... 0.42 6.78 

Gravel; coarse and medium White and light 

sand yellow 0.49 4.08 

Gravel; coarse and medium White and light 

sand yellow 0.365 11.40 

Coarse and fine gravel; coarse White and light 

sand yellow 0.62 12.40 

Coarse and fine gravel; coarse White and light 

sand yellow 0.52 9.88 

Coarse and fine gravel; medium White and light 

sand yellow 0.45 32.90 

Coarse and fine gravel; medium White and light 

sand yellow 0.41 15.10 

Gravel; coarse and medium White and light 

sand yellow....... 0.35 2.14 

Coarse and fine gravel; medium White and light 

sand yellow ....... 0.37 13.50 

Coarse and fine gravel; medium White and light 

sand yellow. ...... 0.415 13.80 

Coarse gravel ; medium sand . . White and light 

yellow 0.41 34.10 

Coarse and fine gravel; medium White and light 

sand yellow 0.40 35.00 

Coarse and fine gravel; coarse White and light 

sand yellow 0.39 10.50 

Coarse and fine gravel; sand. . White and light 

yellow 1.60 17.50 

" .. White and light 

yellow 0.41 20.20 

Gravel; coarse and medium White and light 

sand yellow 0.38 4.47 

Coarse and fine gravel; coarse White and light 

sand yellow 0.41 31.70 

Coarse and fine gravel; coarse White and light 

sand yellow 0.38 8.97 

Coarse and fine gravel; sand. . White and light 

yellow 0.44 18.00 

Coarse and fine gravel; coarse White and light 

sand yellow 0.51 2.55 

Coarse and fine gravel; coarse White and light 

sand \rellow 0.425 31.70 

Gravel; coarse and medium White and light 

sand yellow 0.40 10.00 

Gravel; coarse and medium White and light 

sand yellow » 0.35 4.57 

Coarse and fine gravel; sand White and light 

yellow 0.73 35.30 

Coarse and fine gravel White and light 

yellow 8.7 3.39 

clay... Brownish yellow. 6.1 4.00 

Coarse and fine gravel; coarse White and light 

sand yellow 0.37 5.24 

Coarse and fine gravel; coarse White and light 

sand yellow 0.57 5.61 

Coarse and fine gravel; clay. . . Light gray 0.125 2.16 

Coarse and medium sand; clay. " " 0.16 2.88 

Gravel; coarse and medium 

sand Yellowish gray . . 0.40 6.00 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 6, Corner Grand Boulevard and 44tii 

Street, North of Islip, Long Island, 12 Inches in 

Diameter. Elevation, B. W. S. Datum: Surface 

OF Ground, 37.3; Ground-Water, 24.8 



Depth 
Below 
Sam- Surface 
PLE Ffet 

No.. ■ 

From To 



Kind of 
Sampling 



Character of 
Material 



1 
2 
3 

4 
5 

6 



8 

9 

10 

11 




3 
5 

7 
10 

14 

17 

20 

22 

24 

26 



3 

o 

7 

10 

14 

17 

20 

22 

24 

26 

28 



li 



12 


28 


30 


<< 


13 


30 


32 


>i 


14 


32 


34 


4i 


15 


34 


36 


14 


16 


36 


38 


<4 


17 


38 


40 


« • 


18 


40 


42 


4< 


19 


42 


44 


14 


20 


44 


46 


44 


21 


46 


48 


44 


22 


48 


50 


44 


23 


50 


52 


1 4 


24 


52 


54 


44 


25 


54 


56 


44 


26 


56 


58 


44 


27 


58 


60 


41 


28 


60 


62 


• 4 


29 


62 


64 


44 


30 


64 


68 


• 4 


31 


68 


70 


1 • 


32 


70 


72 


4 4 


33 


72 


74 


44 


34 


74 


76 


44 


35 


76 


78 


4 4 


36 


78 


80 


44 


37 


80 


82. 


• • 


38 


82 


84 


• • 


39 


84 


86 


44 


40 


86 


88 


■ 4 


41 


88 


90 


44 


42 


90 


92 


44 


43 


92 


94 


44 


44 


94 


96 


44 


45 


96 


98 


4 • 


46 


98 


100 


44 


47 


100 


102 


44 


48 


102 


104 


44 


49 


104 


106 


44 


60 


106 


108 


44 


51 


108 


110 


44 



Sand bucket . Sandy loam 

" " Coarse and medium sand 

Coarse, medium and fine sand. 
Coarse and fine gravel; sand. . 
Gravel; coarse and medium 

sand 

Coarse and fine gravel; coarse 

sand 

Gravel; coarse and medium 

sand 

Coarse and line gravel; coarse 

sand 

Gravel; coarse and medium 

sand 

Gravel; coarse and medium 

sand 

Gravel; coarse and medium 

sand 

Coarse, fine and medium sand. 



Color 

Light brown . 
" yellow. 



Mechanical 
Analysis 

Effec- Uniform- 
tive ity Co- 
Size efficient 



• • • » 



Yellow 



Coarse gravel; coarse and 

medium sand " 

Gravel; coarse and medium 

sand " 

Coarse and medium sand " 

Coarse, medium and fine sand. " 

Gravel; coarse and medium 

sand " 

Gravel; coarse and medium 

sand '• 

Coarse, medium and fine sand. " 

Gravel; coarse and medium 

sand •• 

Coarse, medium and fine sand. Rich yellow 



Gravel; coarse, medium and 

fine sand 

Medium and fine sand 



0.26 
0.33 
0.34 
0.40 

0.30 

0.58 

0.32 

0.41 

0.34 

0.34 

0.32 
0.34 
0.33 

0.35 

0.37 
0.36 
0.35 

0.36 

0.33 
0.34 

0.36 
0.32 
0.34 
0.24 



Coarse, medium and fine sand. 

Medium and fine sand 

Coarse, medium and fine sand. 
Medium and fine sand 



Coarse, medium and fine sand. 

Medium and fine sand 

Gravel; coarse, medium and 

fine sand 

Coarse, medium and fine sand. 

It It tt at «• 

Gravel; coarse, medium and 

fine sand 

(hoarse, medium and fine sand. 



Coarse gravel; medium and 
fine sand 

Coarse, medium and fine sand. 

Medium and fine sand 

Coarse, medium and fine sand. 

Medium and fine sand 

Coarse gravel; medium and 
fine sand 



Dark 


yellow .... 


0.33 


«« 


44 


0.28 


Dark brown .... 


0.18 


Light brown .... 


0.25 


Dark brown .... 


0.26 


. 4 


• • 


0.28 


44 


«4 

K > • • 


0.34 


Dark yellow .... 


0.24 


« « 




0.25 


« < 




0.25 


ii 




0.24 


1 • 




0.27 


< > 




0.31 


• * 




0.24 


■ 1 




0.29 


* 1 




0.24 


t < 




0.24 


*i 




0.27 


*i 




0.30 


«« 




0.32 


i» 




0.34 


«• 




0.28 


« 4 




0.28 


1 • 




0.26 


Dark brown .... 


0.28 


4 • 


4 t 

■ • • « 


0.28 



2.0S 

2.0() 

1.62 

33.7.5 

2.03 

e.a't 

5.62 

5.61 

2.35 

2.65 

1.81 
1.S5 
1.67 

2.51 

2.97 
1.68 
2.11 

1.89 

2.18 
1.74 

1.78 
1.66 
1.66 
1.79 

1.70 

1.64 

2.06 

1.88 

1.85 

1.64 

1.35 

1.20 

1.68 

1.64 

1.79 

1.74 

1.77 

1.75 

2.00 
2.79 
1.96 

1.96 
1.90 
1..63 
1.62 

1.90 
1.79 
1.68 
1.71 
1.79 



0.19 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 7, North of Patciiogue, and Easterly 
Side of I^atchogue Lake, Long Island, 12 Inches in Diame- 
ter. Elevation, B. W. S. Datum : Surface of 
Ground, 25.7; Ground-water, 18.2 



Depth 
Below 
Sam- Surface 
PLE Feet 

No.. ' 

From To 



Kind of 
Sampling 



Character of 
Material 



Color 



Mechanical 
Analysis 

, , 

Effec- Uniforra- 
tiye ity Co- 
Size efficient 



1 
2 
3 
4 
5 

6 



40 
41 





1.5 
5 
8 
11 

15 

19 



1.5 Sand bucket 

5 

8 
11 
15 

19 

23 



8 


23 


27 


9 


27 


32 


10 


32 


35 


11 


35 


40 


12 


40 


44 


13 


44 


47 


14 


47 


51 


15 


51 


55 


16 


55 


59 


17 


59 


63 


18 


63 


67 


19 


67 


71 


20 


71 


75 


21 


75 


79 


22 


79 


83 


23 


83 


87 


21 


87 


91 


25 


91 


95 


26 


95 


99 


27 


99 


103 


28 


103 


107 


29 


107 


111 


30 


111 


117 


31 


117 


121 


32 


121 


125 


33 


125 


129 


34 


129 


133 


35 


133 


137 


36 


137 


141 


37 


141 


145 


38 


145 


149 


39 


149 


153 



153 157 
157 161 



42 


161 


167 


43 


167 


170 


44 


170 


174 


45 


174 


176 



Sandy loam Light brown . . . . 

Coarse, medium and fine sand. Light yellow. . . . 

Gravel; coarse and medium 

sand " " 

Coarse gravel; coarse and 

medium sand " " . . . . 

Coarse gravel; coarse and 

medium sand " " . . . . 

Coarse, medium and fine sand. " " . . . . 

Coarse gravel; coarse and 

medium sand " " . . . . 

Coarse, medium and fine sand. " " . . . . 
Brownish yellow. 

44 II 11 II * a i« 11 



X 



Medium and fine sand 

Medium and fine mica's sand 



Light brown , 
•« •• 

Light yellow. 
II <i 

II II 

Rich vcllow. . 



Brownish yellow. 

Medium, fine and superfine 

micaceous sand " " 

Medium, fine and superfine 

micaceous sand " " 

Coarse, medium and fine sand. " 

Coarse and medium sand " 

ii II 11 11 II II 

tl (I tl •• at II 

Coarse gravel; coarse and 

medium sand ** 

Coarse gravel; coarse, medium 

and fine sand " " 

Fine and superfine sand and 

clay Brownish black. . 

Coarse, medium and fine sand. Dark brown . . . . 

Hard clay Black 

Coarse, medium and fine sand. Dark yellow. . , . 
Light yellow 



0.32 


1.97 


0.33 


2.27 


0.30 


1.67 


0.32 


1.78 



0.37 
0.375 



1.89 
2.24 



0.35 


2.28 


0.335 


1.82 


0.32 


1.69 


0.35 


2.48 


0.36 


1.77 


0.29 


1.79 


0.28 


1.78 


0.28 


1.86 


0.32 


1.75 


0.28 


2.00 


0.255 


2.08 


0.24 


1.96 


0.255 


1.80 


0.28 


2.28 


0.32 


1.75 


0.32 


1.75 


0.205 


1.80 


0.19 


1.97 


0.18 


2.14 


0.18 


2.33 


0.21 


1.93 


0.225 


1.82 


0.22) 


1.77 


0.23 


1.74 


0.13 


2.31 


0.12 


4.03 


0.10 


3.30 


0.15 


2.77 


0.25 


2.20 


0.37 


1.89 


0.42 


1.89 


0.39 


1.79 


0.42 


2.21 


0.26 


3.11 



♦0.25 



0.20 

0.26 
0.165 



2.70 

2.27 
3.09 



*60 per cent, finer than 
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TABLE 12 (Continued) 

MECHANICAL ANALYSIS AND CLASSIFICATION 

California Stovepipe Well 8, at Road Intersections Oxe Mile 
North of Brookiiavex Railroad Station, Long Isl.\nd, 12 Inches 
IN DiAMETEji. Elevation, B. W. S. Datum : Surface 
of Ground, 35.5; Ground-water, 22.7 



1 

2 
3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 

10 

20 

21 

22 

23 

24 

25 

26 

27 

28 

20 



Depth 
Below 
Sam- Surface 

PLK Feet 

No.^ 



From To 




2 
3 

4 

8 

12 

15 

18 

22 

20 

30 

34 

38 

42 

46 

50 

54 

58 

62 

66 

70 

74 

76 

80 

84 

88 

91 

05 

90 



2 
3 
4 

8 

12 

15 

18 

22 

26 

30 

34 

38 

42 

46 

50 

54 

58 

62 

66 

70 

74 

76 

80 

84 

88 

01 

05 

00 

103 



Kind of 
Sampling 



Character of 
Material 



Color 



Mechanical 
Analysis 

» — » 

Effec- Uniform- 
tive ity Co- 
Size efficient 



Dry Gravelly loam 

Clay 

Coarse and fine gravel; coarse 

sand 

Coarse gravel; coarse and 

medium sand 

Sand bucket . Coarse and medium sand 



Coarse gravel; coarse and 

medium sand ..." 

Coarse, medium and fine sand. 

Gravel; coarse and medium 

sand 

Coarse and fine gravel; coarse 

sand 

Gravel; coarse and medium 

sand 

Coarse gravel; coarse and 

medium sand 

Coarse and fine gravel; coarse 

sand 

Coarse, medium and fine sand. 

Coarse gravel; medium sand. . 

Coarse, medium and fine sand. 

Gravel; coarse and medium 
sand 

Gravel; coarse and medium 
sand 

Gravel; coarse and medium 
sand 

Gravel; coarse, medium and 

^ fine sand 

Coarse, medium and fine sand. 



t > • t >« 



• • <i II 



• I «• i< 



I i 14 << 



Medium and fine sand 

Coarse, medium and fine sand. 



11 It 11 



ii It It 



Light brown .... 0. 16 
Light yellow. . . . 
White and light 

yellow 0.54 

White and light 

yellow 0.43 

White and light 

yellow 0.42 

White and light 

yellow 0.43 

White and light 

yellow 0.33 

White and light 

yellow 0.39 

White and light 

yellow 0.64 

White and light 

yellow 0.30 

White and light 

yellow 0.39 

White and light 

yellow 0.78 

White and light 

vellow 0.32 

White and light 

yellow 0.42 

White and light 

yellow 0.34 

White and light 

yellow 0.36 

White and light 

yellow 0.35 

White and light 

yellow 0.37 

White and light 

yellow 0.28 

White and light 

yellow 0.24 

White and light 

yellow 0.28 

White and light 

yellow 0.24 

White and light 

yellow 0.26 

White and light 

yellow 0.24 

White and light 

vellow 0.21 

While and light 

yellow 0.24 

White and light 

vellow 0.27 

White and light 

vellow 0.20 

White and light 

yellow 0.26 



0.25 
*0.13 

25.93 

2.0P 

1.81 

2.79 

2.24 

3.08 

43.75 

1.89 

123.00 

26.92 

L92 

06.7 

l.Si* 

2.14 

2.77 

2.43 

2.14 

1.88 

2.00 

2.O0 

1.92 

2.17 

2.05 

2.00 

1.80 

1.62 

1.67 
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TABLE 12 {Concluded) 

Well 8 {Concluded) 





Depth 
Below 








Mechanical 
Analysis 


Sam- 
ple 


Surface Kind of Character of 
Feet Sampling Material 










Color 




Effec- 


Uniform- 


No 












tive 


ity Co- 




From 
103 


To 

105 Sand \ 








Size 


efficient 


30 


jucket. Coarse, medium and fine sand. 


White and 


light 














yellow. . . 
White and 


• • • ■ 


0.225 


1.84 


31 


105 


109 


** Coarse gravel; coarse and 


light 












medium sand 


yellow. . . 




0.33 


56.10 


32 


109 


113 


Gravel ; medium and fine sand . 


White and 
yellow . . 


light 


0.28 


2.11 


33 


113 


117 


Coarse, medium and fine sand. 


White and 
yellow. . . 


light 


0.27 


1.91 


34 


117 


121 


i< i< << i< <• 11 


White and 
yellow. . . 


light 


0.19 


2.00 


35 


121 


125 


** Medium and fine sand 


White and 
yellow. . . 


light 

• • - • 


0.185 


1.73 


36 


125 


128 


ii <i it t< <« 


White and 


light 














yellow. . . 


■ • • « 


0.14 


1.96 


37 


128 


132 


** Fine and superfine sand 


Light brown .... 


*0.15 


38 


132 


136 


ft 41 Ik ** •■ 


Ti II 


■ • • • 


0.07 


3.29 


39 


136 


138 


<< It t< <• << 


II i< 


» • • • 


0.085 


2.82 


40 


138 


142 


" Coarse, medium and fine sand. 


White and 
yellow. . . 


light 

• • • « 


0.21 


2.50 


41 


142 


146 


t< ii it II It It 


White and 


light 








146 


150 


" Gravel; coarse and medium 


yellow. . 




0.285 


2.03 


42 


White and 


light 










sand 


yellow. . 




0.315 


2.03 


43 


150 


155 


" Coarse and fine gravel; coarse 


White and 


light 








155 


158 


and medium sand 


yellow . . 




0.32 


10.00 


44 


" Coarse and fine gravel; coarse 


White and 


light 










sand 


yellow. . 




0.72 


36.11 


45 


158 


162 


" Compacted clay and sand 
















intermixed 


Yellowish green.. 


• • ■ a 


• • • • 


46 


162 


166 


Gravel ; sand; trace of clay. . . . 


it 4 


1 


0.43 


4.42 


47 


166 


170 


" Coarse and fine gravel; coarse 


White and 


light 












sand 


yellow. . 




0.57 


42.11 


48 


170 


173 


Coarse and fine gravel; coarse 


White and 


light 












sand 


yellow. . 


• * • « 


0.38 


2.16 


49 


173 


177 


Gravel ; medium and fine mica- 
















ceous sand 


Light gray. 




0.32 


7.81 


50 


177 


181 


" Coarse and medium micaceous 
















sand 


It It 




0.285 


1.84 


51 


181 


185 


" Medium and fine sand; sand- 












185 


189 


stone 


• i It 




0.24 


2.17 


52 


" Gravel; coarse, medium and 










fine sand 


II < 1 




0.29 


1.89 


53 


189 


193 


" Coarse, medium and fine sand. 


It It 


■ • ■ • • 


0.25 


2.20 


54 


193 


197 


■< •> •« «« 11 «4 


II II 


• • • • 


0.32 


1.56 


55 


197 


202 


t« 41 «l II «lil 


It II 




0.37 


1.46 



* 60 per cent, finer than 
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of 400 to 500 feet ; one was driven to 820 feet and another to 
940 feet below the surface. There have been no indications 
of the clean water bearing gravels below the upper clay beds 
at depths of 150 to 200 feet, which form an important water 
horizon at some of the stations of the Ridgewood system in 
western Long Island. 

As indicated in the probable cross-section of Long^ Island, 
Sheet 22, Ace. L601, the blue or black clays do not form con- 
tinuous layers that could be considered anything like an im- 
pervious floor. They evidently lie in lenticular masses, irregu- 
larly interstratified with the fine gray sands. Even without 
an impervious clay floor at any depth, it is evident that the 
supply of fresh water to th^ deep beds of gray sands must 
come from the surface through several hundred feet of fine 
sand and clay above them. 

Fallacy of Connecticut Origin of Long Isiw\nd Ground- 
Waters 

The impossibility of fresh ground-waters reaching Long 
Island from the mainland has been discussed on page 73 of 
this report. The coarse gravels, if they exist in continuous 
beds in the lower portion of these gray sands beneath the 
south shore of Long Island, cannot possibly receive any water 
from the Connecticut shore. Sheet 22, Ace. L 601, shows that 
no fresh water can reach these strata through the impervious 
bed-rocks or the equally impervious blue clays or boulder 
clays which cover these bed-rocks in Connecticut, and form 
a more or less continuous mantle over the cretaceous beds. 
The gray sands and gravels found on the north side of the 
island do not extend as far as the Connecticut shore and are 
without doubt filled with salt water under the sound. 

COLLECTION OF GROUND-WATER IN YELLOW 

GRAVELS 

Considering the absence of the gray gravels at moderate 
depths in southern Suffolk county, and the obstacles to the 
movement of ground-water in the fine gray sands that are pre- 
sented by the thick interstratified clay beds, the greater part 
of the southerly flowing ground-water that it is proposed to 
collect in Sufi^olk county must flow in the coarse yellow sands 
and gravels, and should be gathered in them. 
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Both wells and infiltration galleries have been adopted for 
large ground-water developments on Long Island, and these 
types of construction will now be considered for the proposed 
Suffolk County collecting works. 

WELL SYSTEM 

Except as the ground-waters reach the surface in springs, 
which were one of the earliest and purest sources of domestic 
supply, the waters in the earth have generally been obtained 
from wells of one form or another. On Long Island and 
elsewhere in similar formations, the collection of even large 
supplies of ground-water by other means is still exceptional. 
From the many types of wells that have been designed it is 
essential to determine that which best meets the conditions 
imposed by the Suffolk County conditions, and find the proper 
size, depth and spacing. 

Depth of Wells 

Thef geological sections of southern Suffolk county show 
that layers of fine and medium sand separate the coarser 
yellow gravels from which it is proposed to draw the supply. 
These strata of fine sand are not impervious and do not pre- 
vent the vertical movement of the ground-water, but the flow 
of much water through them transverse to their beds, results 
in considerable loss of head. Shallow wells in the upper strata 
of the yellow gravels would only intercept the entire ground- 
water flow by a lowering of the ground-water surface at the 
wells, sufficient to give a difference in head between the deep 
yellow gravels and the surface strata, equivalent to the fric- 
tion losses through or around the semi-impervious layers. 

The interference to free vertical movement of ground- 
waters by strata of medium and fine sand, is illustrated in 
diagrams, Sheets 24, 25 and 26, Aces. L 342, L 343 and L 616. 
which are taken from the report of the Burr-Hering-Freeman 
Commission. The first diagram. Sheet 24, Ace. L 342, shows 
the effect of pumpage at the Merrick driven-well station of 
the Brooklyn works. Although the water in the upper gravels 
where the service wells are located, was depressed 8 to 12 
feet, the head in the deeper strata where there were no service 
wells, was lowered only three to four feet. The difference 
in the amount of depression represented the friction loss be- 
tween the upper and lower strata, required for the movement 
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of the water upward to the wells. In like manner, the second 
diagram, Sheet 25, Ace. L 343, shows how little the surface- 
waters at the Agawam station were effected by pumping of 
the deeper wells. 

The diagram, Sheet 26, Ace. L 616, makes still clearer the 
reason for the failure of a shallow well to intercept the entire 
ground-water movement. This diagram is intended to indicate 
the conditions found in southern Suffolk county, supposing 
the '* impervious clay floor '^ represents the top of the fine 
gray sand and black clays. The normal pressure lines in the 
deep strata represent the artesian heads that exist alongf the 
south shore. 

The pumping down of the water in the well which is repre- 
sented here as penetrating only the upper gravels, most affects 
the pressure lines nearest the surface and may not sufficiently 
lower the pressure lines in the deeper strata to divert the 
entire flow to the well. If the well were pumped deep enoiigfh, 
however, the Hne of pressure in even the deepest strata would, 
of course, be lowered and inflected in both directions toward 
the well. Then the entire yield of the watershed would be 
collected. Aside from the greater lift on which the pumps 
would work and the resulting larger cost of operation, it has 
been seen that a great lowering of the water-table in southern 
Suffolk county is not desirable, because it may result in draw- 
ing sea-water into the collecting works, and possibly cause 
much annovance to the local residents. 

It is equally undesirable to drive deep wells that draw only 
the lower strata. If, in the example here presented, a well 
were driven to the clay floor and only perforated or provided 
with screen sections in the lower gravels, the surface slope of 
the ground-water in the upper gravels would not be greatly 
affected by a moderate lowering of the pressure in the deep 
strata and the flow in the upper strata would not be inter- 
cepted. In this instance, a lowering of the deep pressure 
gradient sufficient to intercept the surface flows would more 
likely draw in sea-water than if the surface groimd-waters 
were lowered to the same depth. 

If wells are driven to the full depth of the yellow gravels 
and screen sections or perforations are provided at all depths 
where the gravels are sufficiently coarse to be water bearing, 
the lines of pressure at the wells will be coincident at all 
depths, and the entire ground-water flow can be collected 
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with a minimum lowering of the water-table, a minimum loss 
of head in the wall of the well, and a minimum lift for the 
pumps. 

Grouping of Wells 

Just as it is essential to the safe and economical operation 
of the collecting works, to draw water directly from all strata 
in which it is flowing, it appears preferable, under conditions 
that exist in southern Long Island, to intercept the ground- 
water by means of a continuous line of wells at frequent 
intervals along the proposed aqueduct line, rather than by 
groups of wells at stations one to two miles apart. The de- 
pression of the water-table that is necessary to collect the 
entire ground-water flow and obtain adequate storage would 
naturally be less at each of a continuous line of wells from 
500 to 1,000 feet apart, than at widely separated groups of 
wells. 

This is brought out on Sheet 27, Ace. L 614, which 
shows typical transverse and longitudinal sections of the 
proposed collecting works in southern Suffolk county. In 
order that no water may escape to the sea between the groups 
of wells, the ground-water surface and the deep pressure 
gradient must, at every point on the line of the collecting 
works, be inflected awav from the ocean towards the wells. 
The greater lowering of the ground-water near the groups of 
wells to effect this result is evident. Aside from the danger 
of drawing in salt water in pumping deeply at each group of 
wells, the greater efficiency of the pumps at the central sta- 
tions is likely to be more than offset by the greater lift re- 
quired by the greater depression of the water-table that is 
necessary at the central pumping-station. 

It can be stated that, with few exceptions, the water has 
never been lowered sufficiently at any of the old driven-well 
stations of the Brooklyn works to prevent the loss of some 
water between them. Had attempts been made to prevent the 
escape of water between many of the existing stations by 
deeper pumping, the inflow of salt water could hardly have 
been avoided. Furthermore, much more annoyance would 
have been given the local residents in Nassau and Queens 
counties by the greater disturbance in the surface of the 
ground-water near these pumping-stations. 
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Type of Wells 

So important to the Long Island investigations has the 
selection of the proper type of wells appeared, that the well 
systems of all the important ground-water works both in this 
country and abroad have been studied with a view of securing 
the well most suitable for the collection of a large ground- 
water supply in the loose sands and gravels of Suffolk county. 

European Well Pr^vctice 

In Table 13 are tabulated statistics of wells that have been 
designed in the European ground-water works, and sketches 
of many of these are shown on Sheets 28 to 33, inclusive, 
Aces. L76 to L81, inclusive. The material shown here was 
collected by the writer in 1904, in studying many of the Euro- 
pean water-works, and it is submitted here because it has been 
suggestive of many new ideas for the proposed Suffolk County 
works. 

It is apparent, however, from these sketches, that they have 
designed nothing abroad that differs very much from the types 
of wells that are in use here. For shallow wells up to 40 feet 
in depth, there is probably nothing better than the " Bollard " 
or " tile " well, that was designed some years ago by a Babylon 
well driver to meet Long Island conditions, and which has 
since been used with success on the Brooklyn works. With 
the additional layers of graded gravels that have been placed 
around the Nuremberg wells (Sheets 31 and 32, Aces. L80 
and L81), this type of well could be placed in fairly fine 
material. 

A well after the style of those in the Wannsee plant of 
the Charlottenburg works. Sheet 29, Ace. L79, in which a 
screen section is placed at each water bearing stratum, or the 
smaller well of similar construction designed by Halbertsma 
at Weisbaden and Tilburg (not shown) answers the require- 
ment of permitting each water bearing stratum to be drawn 
upon. Sections of the ordinary wrought-iron pipe with J^-inch 
to 34'i"ch holes, common in the screen section of some of the 
Long Island plants, would answer fully as well as the more 
elaborate and expensive cast-iron sections shown in the Char- 
lottenburg wells, which, it is interesting to note, are some- 
what similar to wells that were used on the Brooklyn works in 
the early days. 
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American Well Practice 

The wells of the first public water-supplies in this country 
wxre large open wells similar to the small dug wells that have 
been used from time, immemorial for domestic supply. After 
them the driven well of small iron pipe came into use and 
these have in turn given way to larger tubular wells of iron, 
bronze, and vitrified clay. 

The change in well practice on the Ridgewood system of 
the Brooklyn water-works is described by Assistant Engineer 
William W. Brush, in Appendix 4. The Ridgewood works 
represent the largest ground-water development in this coun- 
try, if not in the world. Many types of wells that have been 
used in American practice have been tried out on the Brooklyn 
works and the conclusions drawn from the experience there is 
most important in planning works for Suffolk county. At the 
present time, the Department of Water Supply uses 6 to 8-inch 
pipe casings for deep wells and the so-called tile well 8 to 10 
inches in diameter for depths of 30 to 40 feet. 

In the diagrams, Sheets 34 and 35, Aces. L 204 and L 643, 
are exhibited a few types of wells that have not found general 
use on the Brooklyn works. In the first place is shown a 
sketch, Sheet 34, Ace. L 204, of a DoUard well and the gravel 
filter as originally designed, which is the prototype of the tile 
well of the Brooklyn works. Since the wells of the proposed 
Suflfolk County development are to be at least 100 feet in 
depth, the Dollard or the tile well cannot be adopted without 
some modifications, because it is impossible to place the tiles 
and properly surround them with gravel at depths over 40 or 
50 feet. 

Perhaps the Germans, in the Nuremberg wells, are a little 
ahead of us in their more expensive perforated bronze tubes 
in place of the tiles, because of greater ease in handling and 
less danger of breakage, and for the reason that the metal 
tube can be pulled up and used again, while the tiles would 
necessarily be left in place if the well became clogged and was 
abandoned. Like the tile well, this bronze casing and gravel 
filter cannot be placed at greater depths than 40 feet. 

Another interesting type of well that has been designed 
in this country is that of Mr. Dabney H. Maury, a sketch of 
which is shown on Sheet 35, Ace. L 643. This represents the 
well driven during the past year at Garden City for the supply 
of that community. Wells of this type, 15 feet in diameter, 
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have been constructed and seem well adapted for small public 
supplies. For a large continuous development, such as pro- 
posed in Suffolk county, they are too expensive and cannot be 
driven as deeply as the water bearing gravels in Suffolk county 
demand. This well bears some resemblance to those of the 
Tolkewitz plant of the Dresden works, Sheet 33, Ace. L76, 
and is in line with the tendency in favor of large wells, which 
is noticeable both in this country and abroad. 

California Stovepipe Wells 

With the amount of iron that exists on Long Island and 
the readiness with which it precipitates, it is quite likely in 
the course of time that most any well will become clogged 
beyond the ordinary methods of cleaning, and must be replaced. 
The cheapest well for any given diameter that will yield a 
large supply of water is, therefore, the most desirable, and 
the California stovepipe well promises to be the least expensive 
and perhaps the best well for the proposed Suffolk County 
works. This well, which was described in a report of the 
writer dated November 10, 1905, has been tried out in Suffolk 
county during the past year, and the results of the experiments 
have justified the high opinion in which this type of well is 
held in California. 

A well of this kind, 24 inches in diameter, which is now 
proposed for the Suffolk County works, is shown on Sheet 
36, Ace. L641. Details of the experiments made upon the 
stovepipe wells near Babylon and the conclusions as to their 
proper size and spacing for the Suffolk County works are 
given in Appendix 5. It is estimated that 24-inch wxlls of 
the stovepipe type, 100 to 200 feet in depth, if driven on a 
large scale, may be completed for $7 per foot, which is but 
little greater than the cost of the much smaller wells of the 
Brooklyn works. This cost compares favorably with those 
of wells tabulated in Table 13, page 188. A stovepipe well 
100 feet deep would readily yield 700 gallons per minute, 
which would make the cost in terms of one gallon per min- 
ute $1. 

As noted on this sketch, it is essential that there be a cer- 
tain amount of gravel, fine or coarse, in the sands where the 
perforations in the casings are made in order to form the 
necessary filter to exclude the finer material in the water bear- 
ing strata. Where sufficient coarse material is not found within 
the first 30 or 40 feet of the well, screened gravel may be 
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placed about the casing at the surface and allowed to settle 
down to cover the perforations as the sand is pumped out. 

It is believed that the stovepipe well can De adapted to all 
conditions found along the line of the proposed collecting 
works in Suffolk county. Liberal estimates have, however, 
been made on the number of wells and in the unit price, in 
order to cover the cost of a more expensive type of well should 
this be found necessary in some localities where the strata 
may be found unfavorable for perforating the stovepipe 
ca:*5ings. 

Wells with Artificl\l Gravel Filter 

The drawing, Sheet 37, Ace. L 559, shows a study of a 
well with a graded gravel filter like those of the Nuremberg 
wells to exclude finer material than that in which the stove- 
pipe well can be perforated. As shown in the drawing, this 
well is designed to be placed within a large, specially designed 
stovepipe casing which can afterwards be withdrawn and used 
again. A well of this type can be constructed to a depth of 
100 feet or more. It is estimated, however, to cost about $20 
per foot, which is much more expensive than the largest w^ell 
of the stovepipe type, that has been considered. 

Clogging of Wells 

One of the most serious difficulties that has been met in the 
operation of ground-water collecting works on Long Island 
has been the clogging of the screens of the wells. This has 
seriously reduced the delivery of many stations in spite of 
eflforts to keep the screens of the wells clean. The character 
of the sediment found in some 2-inch shallow wxlls of the 
Ridgewood system is shown below, which is taken from the 
annual report of the City Works Department of Brooklyn for 
1896, and represents some analyses by Professor Peter T. 
Austin. 



Forest Forest Clear Clear 

Jameco — Stream — Stream — Stream — Stream — 

Well 24 Well 14 Well 41 Well 42 Well 9 

West East East West 

Per cent. Per cent. Per cent. Per cent. Per cent. 

Silica 10 1.27 8.18 2.49 9.20 

Ferric oxide Present 78.03 74.97 45.90 68.85 

Alumina " 7.43 1.19 13.10 0.45 

Magnesia Trace .... .... .... .... 

Lime Present .... Present Present 

Phosphates Present " ''^ Trace 

Carbonates • • - • • • • • ■ • • • 

Organic matter Present 10.33 15.71 29.18 14.15 
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The report accompanying these analyses stated that '* The 
sediments * * * consist of clay, sand and ochre in various 
proportions. The tubes are not sufficiently corroded to make 
it possible that the sediments have formed to any extent by 
the corrosion of the iron. The cake from the outside of the 
tube differs from the sediment in the inside of the tubes, 
chiefly in the greater content of silica or sandy matter. This 
difference is doubtless caused by the filtration effect of tlic 
strainer, the sandy matter not being able to pass through." 

After several years* use, these well points become quite 
filled inside with this loose reddish sediment and the fine sandy 
material immediately outside quite cements together, filling 
the small holes in the casing outside of the screen so tightly as 
to almost exclude the passage of water. So hard is this ma- 
terial that it cannot be removed by washing out the wells, 
and the original yield of the well can only be restored by 
replacing the screen section. 

The suggestion of Professor Austin that this sediment, 
which is from 50 to 75 per cent, iron oxide, did not arise 
from the corrosion of the iron casing, would appear to be 
borne out by the recent examinations of the tile wells of the 
Brooklyn works. Although there is no iron whatever in these 
casings, yet one at the Jameco station, which was examined 
this spring, was quite filled with the same reddish sediment 
found in the small iron wells. This is an 8-inch tile well 
constructed in January. 1006; is 50 feet in depth, and is per- 
forated in the lower 40 feet. The bottom of this well for 
35 feet, was found to be completely filled with the reddish 
deposit of iron clay and ^n^ sand, and some was found in 
the horizontal suction pipe leading from the well. An analysis 
of this sediment showed it to contain among other material : 



Siliceous matter 7.6 per cent. 

Oxide of iron 41.1 " 

" aluminum 16.6 " 

" manganese 0.7 " 



The vield of the four tile wells at this station has mate- 
rially decreased during the last four years. 

Another tile well at the Spring Creek station was also 
examined. This well was constructed at about the same time 
as that at the Jameco station, but only clean sand with but 
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a trace of iron was found. The difference in the conditions 
of the wells at these two stations is apparently due to the 
greater amount of iron at Jameco. In October, 1907, there 
were 7.5 parts per million in the water from the shallow wells 
at the Jameco station and only 0.3 part in the shallow wells 
at Spring creek. 

The deposits in the wells are evidently made up of iron 
contained in solution in the ground-water which is precipi- 
tated there, and mixed with the tine sand and clay drawn 
in from the material surrounding the casing. Some crenothrix 
was found in the sediment from the Jameco well, and it is 
quite likely that some of the material in this well resulted 
from the active growth of this and other forms that thrive 
in w^aters impregnated with iron and manganese. 

It is of interest to note that some of the large wells of the 
Tolkewitz plant of the Dresden works have contained some 
crenothrix, and the novel expedient of dosing these wells 
with potash was adopted because the crenothrix would not 
grow in an alkaline solution. The wells affected in this plant 
were those nearest the Elbe and in which the most iron oc- 
curred. 

Where iron is abundant, a type of well should be chosen 
that has large openings to give freedom from clogging, if 
these iron deposits are formed. The Germans have generally 
used screens with a larger mesh than is common in this coun- 
try, and have avoided some of the clogging experienced here. 
Still they have to clean their wells and a simple but effective 
device was adopted in the Leipsic wells for this purpose. A 
cylinder of w^ood about 8 or 10 inches long, and of slightly 
less diameter than the inside of the well, was attached to a 
long rod and churned rapidly up and down in the well. By 
this means the water is moved rapidly in and out through 
the screen and any material not a part of the filter is de- 
tached and afterwards removed. 

There has not been sufficient time to study the problem 
of growths in wells on Long Island. It would be interest- 
ing to learn if growths of crenothrix and other organisms 
may occur outside of the wells in the surrounding sands and 
gravels, and how these growths may, if possible, be avoided. 

INFILTRATION GALLERIES 

An infiltration gallery is simply a large well, placed nearly 
horizontally in the ground below the surface of saturation, 



206 APPENDIX 3 

of the Brooklyn works that were constructed only three or 
four years ago. The ground-water near these Wan tagh gal- 
leries has been drawn down to such an extent after months 
of operation in 1906, that the deliveries of the galleries were 
reduced 25 cent., as shown in Appendix 4 where this gallery 
; is described. With continuous operation during a series of 

- dry years, the yield of the Brooklyn galleries might readily 
be cut down SO per cent, or more. Time will, perhaps, show, 
furthermore, that the Brooklyn galleries will encourage cren- 
othrix growths and clog up to a large extent, because of the 

" '{)Un1ping' down and exposure of the gravels about them to 
the air. Similar conditions in the underdrains of a filter have 
been most serious. 

The advantages of an infiltration gallery for the condi- 
tions existing in SuflFolk county should not, however, be over- 
looked, ^n infil^ation gallery, if well designed, is perhaps 
safer from surface contamination than a system of wells. 
Furthermore, a gallery could be placed in southern Suffolk 
county at an elevation slightly above sea-level so as to exclude 
any possibili^ty of drawing in brackish water from the south 
shore bay^. ' On a location, however, as far from the south 
shore as that how proposed for the Suffolk County collecting 

* works, there is Kttle danger from the salt water,' and this 

• Advantage of tlie gallerv is not important. 

American Practice Regarding Infiltration Galleries 

Many infiltration galleries have been constructed in this 
country, but most of them have been built, not so much to 
intercept ground-water as to collect surface-waters naturally 
filtered through the beds of the streams beside which they 
are built. The most notable examples of large infiltration 
galleries are those near Wantagh and Massapequa, of the 
Brooklyn works, the construction and operation of which are 
fully described in Appendix 4 of this report. These galleries 
have yielded a large amount of water, but their construction 
. is not of a permanent character and much time was required 
in building them. 

. A more satisfactory, though more expensive, type of gal- 
lery than those of the Brooklyn department is that constructed 
recently by the City of Los Angeles, which is shown on Sheet 
^ ' 39, Ace. L 146. This is the only gallery on the Los Angeles 
works, and was built because the conditions of the site were 
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not favorable to the construction of wells, from which the 
remainder of the municipal supply is drawn. 

The gallery is located beneath the bed of a dry run at 
the sources of the Los Angeles river. In the rainy season 
this run is filled with surface-water, to which cattle come to 
drink. Had wells been constructed there, they would be filled 
at such times with polluted surface-water from which the 
cover of sand protects the supply that is gathered in the infil- 
tration gallery. 

European Practice 

Infiltration galleries have been successfully operated in 
several European ground-water works, where there are great 
depths of sand and gravels similar to the Long Island forma- 
tions. Many of these galleries are located, however, just as 
in the American works, near surface streams and ponds, and 
the water-table above them does not naturally fall much below 
the levels of the surface-water. Most of the water obtained 
in the dry seasons from these galleries is necessarily surface- 
water, naturally filtered by its passage through the sand 
composing the bed of the river. The galleries at Naples, 
Dresden, and Hanover are thus located. 

The galleries at Brussels furnish an example of works 
in sand and gravel where the flow is not sustained by surface 
streams or ponds. These galleries were driven some years 
ago into a hillside near the city, at a depth below the water- 
table, which was originally 20 to 23 feet. The yield from 
these works is small, but the ground-water has been lowered 
over a large area since the works were built, and it seems quite 
probable that the present yield will in time be greatly reduced. 

During the writer's study of European supplies in 1904, 
no new galleries were under construction. The new plants 
were all being equipped with wells, and in one instance, at 
Unna in Westphalia, the old gallery was being removed and 
replaced by a well system. Sketches and descriptions of sev- 
eral types of infiltration galleries now in service in European 
works are shown on Sheets 40 to 43, inclusive, Aces. L 72, 
L 64, L 83 and L 617. The galleries at Dresden and Hanover, 
Sheet 40, Ace. L 72, are comparatively old structures and 
have little to recommend them. Those at Munich, Brussels 
and Naples, Sheets 41, 42 and 43, Aces. L 64, L 83 and L617, 
are of better design. Like the Los Angeles gallery, they are 
sufficiently large to permit of entrance and inspection, and may 
be readily cleaned and repaired. 
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Study of Gallery for Long Island Conditions 

The drawings, Sheets 44 and 45, Aces. L 535 and L 536, 
represent a study for an infiltration gallery that would best 
meet the conditions in southern Suffolk county. Like the more 
recent European galleries, this design would permit of entrance 
for inspection, cleaning or repairs, and, like the Los Angeles 
gallery, it could be built in open trench. The central pumping- 
stations would be spaced two miles apart along the line of the 
collecting works. These stations would naturally be con- 
structed first, and the gallery then built in each direction from 
the station. The invert blocks would be molded at the surface 
and placed when well set. With the drainage holes in these 
blocks, the section of the invert is sufficient to carry all the 
seepage to the trench at a level slightly below their upper 
surfaces. This would permit the upper portion of the concrete 
section to be placed dry. The reinforcement would make a 
monolithic structure of sufficient strength to resist rupture 
from irregular settlement. 

Doubtless the cost of the pumping-stations could be re- 
duced, and it might be possible to space them farther apart. 
But this design answers for a preliminary estimate of cost 
with which to compare the relative advantages of infiltration 
galleries and wells. 

RELATIVE COST AND ECONOMY OF OPERATION 
OF WELLS AND INFILTRATION GALLERIES 

The first cost of any type of infiltration gallery is more 
than a system of wells, although the greater cost of operating 
the wells offsets the saving in fixed charges, if works are oper- 
ated continuously. 

Costs of Infiltration Galleries 

The total cost of the concrete filtration, of which a study 
has been made on Sheets 44 and 45, Aces. L 535 and L 536, 
to meet the Long Island conditions, is estimated as follows : 

— — - , , I I * 

Infiltration gallery, two miles in length (not in- 
cluding land or water damages) $364,000 

Central pumping-stations 39,000 

Total $403,000 

The cost per foot on this basis is $38.17 
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This is much greater than the cost of the smaller and less 
expensive type of gallery constructed on the Brooklyn works 
at Wantagh and Massapequa, the contract prices of which 
were as follows : 



estimatbd 
Infiltration Length of Total of Low Corresponding Safe Yixld 
Gallery Gallery • Bid on Basis Price per Foot Million 

IN Feet of Bnginbbr of Gallery Gallons Daily 

Wantagh 12.300 $130,285 $10.60 10 

Massapequa 18.200 327.850 18.00 15 



The contractors on both of these galleries maintain that 
they have lost money, $100,000 being claimed on the contract 
for the Wantagh gallery. Perhaps the bids upon another 
gallery of this type would be still higher than on the Massa- 
pequa gallery, the last one constructed. It should be noted 
that neither contract provided for a permanent pumping- 
station, and these prices do not include land or water damages. 
To make the bid prices on the Massapequa gallery comparable 
with the estimate of cost on the design suggested in this report, 
at least $20,000 should be added for a permanent pumping- 
station, which would make the price $347,850 or $19.10 per 
foot. 

Cost of Stovepipe Wells 

Estimates have been made in Appendix 5 on a system of 
stovepipe wells, 24 inches in diameter, for the proposed Suffolk 
County collecting works. Assuming an average spacing of 
700 feet there would be 15 wells in a section, equal in length 
to that of the gallery, two miles. With a unit price of $4,440 
for each well unit, which includes well, pump, motor, concrete 
chamber, all electrical and water connections, and 20 per cent, 
for emergency and contingency, the cost of 15 well units is 
$16,000 without land or water damages. The average cost of 
this well system per foot of the line would be $6.31 or about 
one-third the cost of the Massapequa gallery, complete with 
a permanent pumping-station. 

Economy in First Cost of Constrlxting a Well System 

The first cost of a system of wells can be much reduced by 
first constructing the wells at greater intervals along the aque- 
duct than called for in complete works, or farther apart than 
the pumping of the first w-ells might show to be necessary for 
the collection of the whole supply, whereas a gallery is neces- 
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sarily completed in the first installation, even though subse- 
quent operation might show that portions of the line gave little 
water. 

Cost of Operation of Wells and Galleries 

The estimated annual fixed charges, operation and main- 
tenance of (1) a section of infiltration gallery in Suffolk 
county two miles in length of the same design as the Massa- 
pequa gallery, (2) of an equal length of the large concrete 
gallery suggested in this report, and (3) a 2-mile section of 
the system of the large stovepipe wells are shown in Table 14. 
From these annual charges the cost of each million gallons has 
been computed, assuming that an average volume of water of 
five million gallons per day would be collected from each mile 
of the works, or a total of 10 million gallons per day. 

The infiltration gallery patterned after that constructed at 
Massapequa would provide a supply almost as cheap as that 
from the well system here proposed, if the works were run 
continuously, because of the greater cost of operating ihe 
wells. If, however, these works were run only a portion of 
the year, as is customary in operating ground-water works, to 
allow the underground reservoirs to be replenished, the well 
systiem, with its smaller fixed charges, would furnish a cheaper 
supply than a gallery of even the Brooklyn type. If a more 
permanent type of gallery were built, the cost of a supply from 
the well system would be cheaper, even if operated contin- 
iiously. 

The final estimates of cost of collecting the Suffolk County 
water have been increased to about $20 per million gallons 
delivered into the aqueduct, because of the allowances for 
infiltration basins and reservoirs On the salt-water estuaries, 
highways and other improvements on the right-of-way. 

TIME REQUIRED FOR CONSTRUCTION OF WELLS 

AND GALLERIES 

The construction of an infiltration gallery in a depth of 
ground-water from 10 to 20 feet takes much more time than 
required to put down the necessary wells in the same length 
of line. The Wantagh infiltration gallery, 12,300 feet in 
length, was built in two years, not including time lost in wait- 
ing for land. Construction was carried on at two points at 
a rate of about 200 feet per week. The Massapequa gallery, 
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TABLE 14 

Relative Cost of a Supply from Wells and Galleries 



Infiltratiox Gallery 
Two Miles in Length 



Item 



> ■ 

Based upon Bids 

on Massapequa 

Infiltration 

Gallery with 

Permanent pump- 

ing-station 



Based on 

Suggested 

Design of 

Large 

Concrete 

Gallery 



System of 
Stovepipe Wells 
Spaced 700 Feet 

Apart in 
Section Two 
Miles Long 
With Complete 

PlTMPING- 

System 



Cost, without land or water damages. . . $260,200 

Gross lift 43 feet 

Average pumpage in million gallons 

daily 10 

Annual expenses: 

Fixed charges, including interest, 

sinking fund and taxes $13,160 

Operating expenses, repairs and 

maintenance 19,120 

Extraordinary repairs and depre- 
ciation 4,701 

Total $$6,981 

Cost of water per million gallons de- 
livered into aqueduct, without 
charges for land and water damages. $10.13 

Liberal estimate of cost of land for 
1.000-foot right-of-way. and damages 
amounting altogether to $150,000 
per mile $300,000 

Additional fixed charges for interest, 

sinking fund and taxes on this sum. . . $16,000 

Total cost of collecting water per 
million gallons, with charges for land 
and water damage ♦$14.51 



$403,000 
43 feet 

10 



$12.10 

$300,000 
$16,000 

♦$16.48 



$66,600 
50 feet 

10 



$19,800 


$3,254 


22.000 


29.050 


2.400 


3.375 


$44.t00 


U$,679 



$9.78 

$300,000 
$16,000 

♦$14.16 



♦These prices include no charges for highways, fencing or other improvements 
proposed for the Suffolk County works, or any allowances for infiltration basins or 
reservoirs on the salt-water estuaries 
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which was begun in 1SX)5, is not finished yet, after 2y2 years. 
Work has generally been carried on at three points, although 
at times five gangs have been at work. Each gang has averaged 
about 60 feet per week. 

An increase in the number of gangs means an increase in 
the cost of pumping, and it would not perhaps be reasonable 
to expect a contractor working on a section of gallery two 
miles in length to work at more than two points. Assuming a 
progress of 200 feet per week at both points and a working 
season of 40 weeks, two miles of gallery could not be com- 
pleted in less than V/i years, whereas the 15 wells proposed 
in the same length of line could be driven and completely 
equipped inside of six months. Considering the great need 
for water in Brooklvn and the short time in which the works 
in Suffolk county would need be built, when such works should 
be authorized, the greater speed of constructing the wells be- 
comes a most important consideration. 

COMPARATIVE MERITS OF WELLS AND INFIL- 
TRATION GALLERIES 

The relative advantages of wells and infiltration galleries 
for the proposed Suffolk County collecting works, that have 
been stated in the preceding pages, may be briefly summarized 
as follows: 

Advantages of a System of Wells 

(1) Larger portion of entire yield can be collected. 

(2) More ground- water storage readily available by deep 
pumping during periods of drought. 

(3) Smaller cost of constniction and fixed charges, which 
is important for works that may be idle a portion of year. 

(4) Economy in first cost if only part of wells constructed. 

(5) Greater speed of construction. 

(6) More elasticity in operation and maintenance. 

Advantages of an Infiltration Gallery 

( 1 ) No danger from inflow of sea-water when placed above 
sea-level. 

(2) Economy in continuous operation at central pumping- 
station. (This is offset by high fixed charges on a gallery of 
permanent construction.) 
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Conclusions 

The doubtful advantage of an infiltration gallery in pro- 
viding greater safety from sea-water and the slightly lower 
cost of operating a gallery of the Brooklyn type, are more than 
outweighed by the advantages of a system of wells in providing 
a larger and more uniform supply, and the saving effected in 
time and in cost of construction. A system of wells is, there- 
fore, proposed for the Suffolk County development. 

WELL SYSTEM WITH GRAVITY FLOW TO AQUE- 
DUCT 

To avoid the high operating expenses in pumping a system 
of wells, it has been suggested that the masonry aqueduct be 
placed sufficiently low to permit the water from the wells to 
flow directly into it without pumping. This plan was adopted 
in 1884 on the Ursprung works of Nuremberg (Bavaria) 
and has now been in successful operation for 24 years. These 
works are situated, however, in a narrow and elevated moun- 
tain valley with a tight rock bottom where the conditions were 
favorable for this kind of construction. It is of interest to 
note that the works constructed later by the same city at 
Erlenstegen in the low valley of the Pegnitz were equipped 
with a pumping system. 

Conditions in Southern Suffolk County 

In western Suffolk county, where the conditions would be 
more favorable for a deep aqueduct than farther east, the 
general elevation of the ground-water on the line of the pro- 
posed collecting works is about Elevation 20 on the B. W. S. 
datum. To secure sufficient ground-water storage to maintain 
the supply, the ground-water would be drawn down to at least 
Elevation 5. Making a fair estimate of the loss in the wall of 
the well and in the connections to the aqueduct as five feet, 
the surface of the water in the aqueduct, where running full, 
should not be above Elevation 0. This would require the 
invert of the section proposed in western Suffolk county to 
be at Elevation — 13.5, and the subgrade at about Elevation 
—15. 

The surface of the ground in western Suffolk county will 
average 30 feet in elevation, and the total depth of excavation 
for the aqueduct would therefore average about 45 feet, of 
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which 35 feet would be in saturated sands. If, on the 
other hand, all wells were to be pumped, an aqueduct can be 
located in western Suffolk county, with the grade of the invert 
30 feet above that required by a gravity inflow system. 

In the easterly portion of the proposed line of collecting 
works and in the valleys of the larger streams, the ground- 
water is below Elevation 20, and unless the aqueduct were 
placed still lower than suggested, the wells on portions of the 
line would necessarily be pumped. 

Preliminary estimates have been made on a continuous 
gravity aqueduct with its invert at the Nassau-Suffolk County 
line at Elevation 0, 13.5 feet above that just proposed. The 
estimates indicated that the fixed charges on the additional 
cost of placing the aqueduct at even this depth over that of con- 
structing the aqueduct at the higher elevation recommended in 
this report, in connection with a pumping system, would be 
much greater than the saving in operating expenses effected by 
not pumping on portions of the line. The gravity inflow plan 
is, furthermore, open to one of the chief objections to the in- 
filtration gallery in that it would be impossible with such a 
system to draw deeply upon the ground-water storage during 
brief periods of large demand. Altogether, this plan has no 
advantage to recommend it and has not been further considered. 

LAND FOR COLLECTING WORKS 

Width of Right-of-way 

It is proposed to acquire on the entire line of the proposed 
collecting works, a strip of land 1,000 feet wide. The wells 
would be placed in the center of this right-of-way for the pro- 
tection of the ground-water supply from subsurface pollution. 
Possibly a width of 600 feet would be sufficient where the 
property is expensive, but the greater width is believed to be 
desirable. 

Subsurface Pollution 

It is necessary to protect the works against the contamina- 
tion that might come from cesspools and privies constructed 
near the proposed taking. Filth that is placed in the ground 
beyond the oxidizing action of the bacteria in the surface soil 
is not readily destroyed and if below the water-table may be 
carried some distance in coarse sand and gravel by the moving 
ground-water. 
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The incomplete experiments of the Burr-Hering-Freeman 
Commission near Elmont we're not conclusive as regards the 
maximum distance through which pathogenic organisms may 
be carried to the wells of ground-water collecting works, since 
the subsoils where these experiments were made were fairly 
fine and the slope and velocity of the ground- water small. The 
experience at some of the German ground-water plants near 
the surface streams indicate that the collecting works should 
not perhaps b.e less than 200 to 300 feet from the river to 
secure complete bacterial purification of the surface waters. 
The right to dispose of household wastes in the ground is one 
that has been established by age-long usage. While it has been 
ruled in several states that a ground supply may not be pol- 
luted, it might not be so easy to remove such sources of pollu- 
tion, as those mentioned above, as it is to protect a surface 
supply from contamination, and it would doubtless be ex- 
pensive. The cost of a right-of-way 1,000 feet in width would 
not be proportionally greater than one 600 feet if purchased 
now, and it is believed the greater width should be adopted. 

Relation of Wells to Aqueduct 

The center of the aqueduct would be laid out 25 feet away 
from the wells to avoid disturbing the foundations of the aque- 
duct when constructing new wells or cleaning up old ones. 
On the main line in southern Suffolk county, the aqueduct 
would be placed north of the wells in order to give access to 
them from the highway proposed on the south side of the 
taking. The same relation of wells and highways would, of 
course, be adopted elsewhere. 

For the Peconic Valley collecting works, it is proposed to 
acquire a strip of land along the south side of the Peconic 
river from Riverhead to Calverton, averaging 1,000 feet in 
width, and possibly later, if considered desirable, to purchase a 
strip on the north side and the river itself, in order to utilize 
the river as a natural infiltration basin for the development of 
the surface-waters as artificial ground-water. 

Improvement of Right-of-Way 

It is proposed to improve all the lands purchased for the 
collecting works, to soil and seed all highway and aqueduct 
slopes, both to protect the work as well as to make the right- 
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of-way attractive. A neat wire fence with iron or concrete 
posts is estimated about all the property to be acquired. In 
all the villages through which the works pass and where active 
real estate developments are being made, allowances are made 
in the estimates for grading, seeding, planting shrubs and 
trees, constructing gravel walks, and giving the right-of-way 
an appropriate landscape treatment. These sections would 
receive the same care as given park property within the City 
limits. 

Throughout Suffolk county it is further proposed to build 
a wide macadam road on the south side of the right-of-way 
for convenience of operation of the works and the use of the 
public. This highway would give access to large areas now 
far from trunk highways and would add greatly to the attract- 
iveness of the project. This highway is estimated to cost 
$10,000 per mile, exclusive of the grading, much of which could 
be done during the construction of the aqueduct by borrowing 
from the highway cuts -and spoiling on the fills. It is also pro- 
posed to surface with macadam all public road crossings within 
the right-of-way. 

OUTLINE OF COLLECTING WORKS 

The conclusions reached in the above considerations on the 
methods of gathering the proposed Suffolk County ground- 
waters, permit the following outline of the collecting works to 
be made: 

Method of Collection 

The ground-water would be gathered by means of a con- 
tinuous line of wells from 100 to 200 feet in depth, placed at 
short intervals in the center of a wide right-of-way 1,000 feet 
in width. 

Type of Wells 

The water would be collected in tubular wells of fairly large 
diameter, probably of the stovepipe tyi>e, penetrating the full 
depth of the yellow gravels, and provided with screen sections 
in all coarse strata. 

Pumping System 

The water would be drawn from these wells by some suit- 
able form of deep well pump operated from one or more cen- 
tral power-stations. 
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TABLE 15 



Geological Classification of Seaford Deep Well 10* 

Near Seaford Station, Long Island Railroad. 

Elevation, B. W. S. Datum : Surface 

OF Ground, 24 



Sam- Dbpth 

PLB PSBT 



Character op Material 



Yellow top-soil 

" sand: small gravel 

«l •• «« n 

Coarse light yellow sand ; gravel 

Gray sand; fine gravel; traces of clay; some Muscovite (white mica) 

Dark gray clay ; traces of gravel 

Coarse gray sand; shells and gravel; shells abundant 

Fine gray sand; Muscovite 

Light gray sand; some lignite 

Shells; clay and fine gravel; shells abundant; lignite 

Dark gray clay; fine gravel; some shells 

White sand; Muscovite; much lignite 

Coarse white sand; Muscovite 

" lignite 

Finer " " " much lignite 

•• traces of lignite 

" fine gravel with frags; shells 
Fine " " Muscovite 

" traces of lignite 

'• some lignite 

Coarse white sand; traces of clay and lignite 

Fine white sand; traces of clay; some lignite 

Coarse white sand; Muscovite; some lignite 

Very coarse white sand; Muscovite 

Gravel; white clay; lignite; purite 

Coarse white sand; traces of clay; lignite; Muscovite 

Pine white sand; fine gravel; traces of lignite 

Coarse white sand; traces of clay and lignite 

Coarse gray sand; fine gravel; traces of clay and lignite; Muscovite 

Pine white sand; traces of clay and lignite; Muscovite 

Pine and coarse gray sand 

Very fine white sand; traces of lignite; Muscovite 

White sand; fine gravel; traces of lignite; Muscovite 

Light gray clay; some gravel 

Very fine white sand; traces of lignite; Muscovite 

Gray sand and gravel ; some gray clay ; lignite 

Pine white sand; white clay ; lignite ; Muscovite 

traces of lignite 
Coarse white sand; trace of lignite and clay; Muscovite 
Gray gravel; sand; clay; no lignite 
" " coarse sand; trace of clay and lignite 

•• 4t It «f 44 <• It 

" " some clay; no lignite 

it 11 A* «i <i «« 

" " no clay ; no lignite 

white sand; no clay; no lignite 
" trace of white clay; white sand 
White clay; some sand 
Gray gravel: some gray clay; lignite 
Pine gray gravel; fine sand; lignite 
White clay with some gravel and lignite 
Medium and fine white sand; abundant lignite; Muscovite 

II >• 11 la 41 41 •• << 

" •• • traces of " 

Very fine white sand; traces of lignite; Muscovite 

Pine white sand; some lignite; abundant Muscovite 

Very fine white sand; trace of lignite; abundant Muscovite 



1 


0-3 


2 


3-7 


3 


7-20 


4 


20-25 


5 


25-40 


6 


40-52 


7 


52-65 


8 


65-68 


9 


68-72 


10 


72-82 


11 


82-01 


12 


01-113 


13 


113-120 


14 


120-135 


15 


135-154 


16 


164-167 


17 


167-173 


18 


173-170 


10 


170-205 


20 


205-245 


21 


245-328 


22 


32»-535 


23 


535-538 


24 


538-589 


25 


589-605 


26 


605-608 


27 


608 -608.6 


28 


608.6-620 


20 


620-630 


30 


630-640 


31 


640-650 


32 


650-660 


33 


660-671 


34 


671-681 


35 


681-685 


36 


685-686 


37 


686-692 


38 


692-700 


30 


700-710 


40 


710-714 


41 


714-720 


42 


720-730 


43 


730-742 


44 


742-7.52 


45 


752-772 


46 


772-782 


47 


782-792 


48 


792-803 


49 


803-805 


50 


805-807 


51 


807-813 


52 


813-820 


53 


820-830 


54 


830-885 


55 


885-945 


56 


94.5-972 


57 


972-980 


58 


980-985 


59 


985-995 


60 


995-1012 



Continuous bed of gravel from about 715 to 805 — 90 feet. The white clay probably 
occurs in occasional thin layers or partings and is not di«5seminated through the gravel. 
Hence, the gravel is highly water bearing, and while passing through this gravel the 
well Rave a continuous artesian flow. 

♦Classification of this well by Professor W. O. Crosby. 
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TABLE 15 {Continued) 

Classification of Samples from Test-well 537, Amity- 
viLLE, Long Island. Well 101 Feet in Depth, 2 
Inches in Diameter. Elevation, B. W. S. 
Datum : Surface of Ground, 33.5 ; Bot- 
tom, — 66.3; Ground-water, 20.7 

Sam- Dbpth Charactbr of Material 

PLK Fkbt 



Fine gravel 20 per cent.; yellow sand: coarse 45 per cent.; medium 

30 per cent. ; loam 5 per cent. 
Pine gravel 20 per cent.; yellow sand: coarse 40 i>er cent.; medium 

40 per cent. 
Pine gravel 20 per cent.; yellow sand: coarse 40 per cent.; medium 

40 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 40 per cent.; medium 

40 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 40 per cent.; medium 

40 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 40 per cent.; medium 

40 per cent. 
Fine gravel 10 per cent.; yellow sand: coarse 30 per cent.; medium 

40 per cent. ; nne 20 per cent. 
Fine gravel 10 per cent.; yellow sand: coarse 30 per cent.; medium 

40 per cent.; fine 20 per cent. 
Fine gravel 10 per cent.; yellow sand: coarse 30 per cent.; medium 

40 per cent.; fine 20 per cent. 
Pine gravel 10 i>er cent.; yellow sand: coarse 30 per cent.; medium 

40 per cent.; fine 20 per cent. 
Pine gravel 40 per cent. ; yellow gray superfine sand 00 per cent. 

• < <« K II II II II 41 QK II 

Yellow gray sand : medium 20 per cent.; fine 30 per cent.; superfine 

50 per cent. 
Yellow gray sand: medium 20 per cent.; fine 30 per cent.; superfine 

50 per cent. 
15 88-93 Yellow gray sand: coarse 40 percent.; medium 40 per cent.; fine 

20 per cent. 
Fine gravel 20 per cent.; yellow sand: medium 20 per cent.; fine 

60 per cent. ; trace of peat 
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Classification of Samples from Test-well 574, Linden- 
hurst, Long Island. Well 101 Feet in Depth, 2 

Inches in Diameter 



Sam- Depth Character of Material 

PLE Fbbt 

1 0-7 Fine gravel 40 per cent.; white sand: coarse 40 per cent.; medium 

20 per cent. 

2 7-18 Fine gravel 20 per cent.; yellow sand: coarse 40 per cent.; medium 

40 per cent. 

3 13-20 Pine gravel 80 per cent. ; yellow sand : coarse 20 per cent. ; trace of 

peat 

4 20-26 Gravel : coarse 60 per cent. ; fine 20 per cent. ; coarse sand 20 per cent. 

5 26-33 Yellow sand: coarse 20 per cent.; medium 40 per cent.; fine 40 per 

cent. 

6 33-38 Yellow sand: medium 60 per cent.; fine 40 per cent. 

7 38-43 " " *• 60 •* " " 40 " " 

8 43-47 " " " 60 " •• " 40 " " 

9 47-53 Yellow sand: medium 20 per cent.; fine 40 per cent.; superfine 40 

per cent. 

10 63-58 Fine gravel 40 per cent.; brown sand: coarse 40 per cent.; medium 

20 per cent. 

11 58-63 Trace of clay; black superfine sand; trace of peat 

12 63-68 

13 68 - 73 Trace of clay; gray sand: coarse 20 per cent.; medium 20 per cent.; 

fine 60 per cent. ; trace of peat 

14 73 - 78 Trace of clay; gray superfine sand 

15 78-83 Hard blue dry clav 

16 83-87 Blue clay and rock-flour 

17 87-93 " "50 per cent.; superfine sand 50 per cent. 

18 93-101 " " 80 •• •• sand 20 per cent. 
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TABLE 15 (Continued) 



Classification of Samples from California Stovepipe 

Well 4, Experiment Station, Lindenhurst, Long 

Island, 14 Inches in Diameter. Elevation, 

B. W. S. Datum: Surface of Ground, 

30; Ground- WATER, 22.3 



Sam- 
ple 



1 

2 

3 

4 

5 

6 

7 

8 



10 

11 

12 

13 

14 

15 

16 

17 

18 

19 

20 

21 
22 
23 
24 

25 

26 

27 

28 

29 

30 
31 
32 

33 

34 

35 

36 

37 
38 
39 

40 
41 
42 
43 
44 
45 
46 
47 
48 



Depth 
Feet 



0- 2.5 

2.5- 5 

6- 6 

6- 9 

9-11 

11-13 

13-15 

15-17 

17- 19 

19-21 

21-23 

23-25 

25-27 

27-29 

29-31 

31-33 

33-35 

35-37 

37-39 

39-41 

41-45 
45-47 
47-49 
49-61 

51-53 

53 - 55 

55-57 

67-69 

59-61 

61-63 
63-65 
65-67 

67-69 

69-71 

71-73 

73-75 

75-77 
77-79 
79-84 

84-90 

84-90 

90-96 

96-102 

102-108 

108-114 

114-120 

120-126 

126-135 



Character of Material 



Brown clay intermixed with sand and vegetable matter 
Gravel 5 per cent.; loam 75 per cent.; sand 20 per cent. 

12 " '• sand 88 ** *' 

15 85 *• 



10 " " 85 *• 

Gravel: coarse 10 per cent.; fine 5 per cent.; sand 85 per cent. 

20 " '* *' 10 " *' *' 70 " 

10 *• 



II 
> i 



14 
II 
il 
tl 
tl 



t t 
II 



II 
I t 
tl 



70 

30 

60 

50 

25 

20 

30 

20 

50 

20 

5 

20 " ' 

Gravel 5 per cent. ; sand : 

fine 25 per cent. 

Gravel: coarse '^ 
II 11 



11 
II 



•« 
II 
i> 
1 1 
II 



(I 
II 



II 
II 



<( 
tl 
II 
II 
II 



20 
20 
30 
60 
30 
30 
20 
30 
20 
50 
25 



It 

II 



It 
1 1 

II 



41 
II 
11 
II 



85 
70 
20 
50 
20 
20 
15 
50 
40 
60 
20 
60 
45 



11 
II 
t< 
It 
II 
tl 
11 



1 1 

II 



• t 

• t 

• • 

• t 

• • 

■ • 

« t 



■ 'zrt 55 *' 

nt.; Sana: coarse 20 per cent.; medium 60 per cent.; 
nt. 
5 per cent.; fine 15 per cent.; sand 80 per cent. 

It 11 ^Q II II 1. CQ II II II 2Q II •! 

tt II I <-k 11 tl II ie It 11 •• iVE It *< 

Gravel 10 per cent.; sand: coarse 10 per cent.; medium 40 per cent.; 

fine 40 per cent. 
Gravel: coarse 10 per cent. ; fine 10 per cent.; sand: coarse 40 per 

cent.; medium 20 per cent.; fine 20 per cent. 
Gravel: coarse 10 per cent.; fine 10 per cent.; sand: coarse 40 per 

cent.; medium 20 per cent.; fine 20 per cent. 
Gravel 10 per cent. ; sand : coarse 30 per cent. ; medium 40 per cent. ; 

fine 20 per cent. 
Gravel: coarse 20 per cent.; fine 30 per cent.; sand: coarse 30 

per cent.; medium 15 per cent.; fine 5 per cent. 
Gravel: coarse 20 per cent.; fine 30 per cent.; sand: 



coarse 30 



per cent. 
60 " 



coarse 10 per 
coarse 20 per 
coarse 20 per 



per cent.; medium 15 per cent.; fine 5 per cent. 
Gravel: coarse 20 per cent.; fine 30 per cent.; sand: _. 

per cent.; medium 16 per cent.; fine 5 per cent. 
Gravel: coarse 30 per cent.; fine 30 per cent.; sand 40 pei 

26 15 60 " 

10 • 5 •• •* sand : coara 

cent.; medium 25 percent.; fine 50 per cent. 
Gravel: coarse 5 per cent.; fine 5 per cent.; sand: 

cent.; medium 40 per cent.; fine 30 per cent. 
Gravel: coarse 5 per cent.; fine 5 per cent.; sand: %.w»iac «v ^cx 

cent; medium 40 per cent.; fine 30 per cent. 
Gravel: coarse 20 per cent.; fine 30 per cent.; sand: 50 per cent.; 

ironrust 
Sand: coarse 20 per cent.; medium 20 per cent.; fine 10 per cent.; 

gravel 10 per cent.; brown clay 40 per cent. 
Gravel 5 per cent.; sand 85 per cent.; brown clay 10 per cent. 

10 " " " 80 " " sandstone 10 per cent. 
Gravel 5 per cent.; sand 45 per cent.; clay 30 per cent.; peat; 

sandstone 

Pine gray sand; peat 

• black clay 

black clay 
<i It 



It 
It 
II 
It 
II 



II 
II 
It 
II 
II 



•I 
•I 
It 
tl 

II 



peat 

black clay; peat 

peat; mica 

Hard black clay 
II It it 



■— ^ 
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TABLE 15 {Continued) 

Well 4 (Concluded) 



Sam- 
ple 



Depth 
Pest 



Character of Material 



49 135-141 

60 141-147 

61 147-153 

52 153-159 

53 159-165 

54 1G5-171 

55 171-177 

56 177-183 

57 183-187 

58 187-189 

59 189-199 

60 199-205 

61 205-209 

62 209-215.5 

63 215.5-221 

64 221-227 

65 227-233 

66 233-237 

67 237-243 

68 243-251.5 

69 251.5-255 

70 255-261 

71 261-268 

72 268-274 

73 274-280 

74 280-287 

75 287-293 

76 293-297.5 

77 297.5-304 

78 304-310 

79 310-315 

80 315-321 

81 321-327 
81a 321-327 

82 327-333 

83 333-339 

84 339-345 

85 345-351.5 
80 351.5-354.6 

87 354.5-360 

88 330-370 



Pine gray sand; peat; mica 



95 per cent. ; clay 5 per cent, 
peat; mica 



Hard black clay 

Fine gray sand; peat; mica 



• • •! 



Hard black clay 

Pine gray sand ; peat ; mica 



a< <• 



It 



Hard black clay 

Pine gray sand ; peat ; mica 

Hard black clay 

Pine gray sand; peat; mica 



Hard black clay 

Pine gray sand ; peat; mica 



Black clay intermixed with lignite 
Pine gray sand; hard black clay; peat 
peat; mica 



Hard black clay 
Pine gray sand ; peat ; mica 
" '* " black clay ; sandstone 
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TABLE 15 (Continued) 

Classification of Samples from Test-well 576, Wyan- 
DANCH, Long Island. Well 125 Feet in Depth, 

2 Inches in Diameter 



Sam- 
ple 



Dbpth 
Pbbt 



Character of Material 



Fine gravel 80 per cent.; yellow sand: coarse 10 per cent.; loam 

10 per cent. 
Pine gravel 80 per cent.; yellow sand: coarse 20 per cent.; trace 

of loam 
Fine gravel 40 per cent.; yellow sand: coarse 40 per cent.; fine 

20 per cent. 
Pine gravel 80 per cent.; yellow sand: coarse 20 per cent. 
Gravel: coarse 40 per cent.; fine 40 per cent.; yellow coarse sand 

20 per cent. 
Gravel: coarse 40 per cent.; fine 40 per cent.; yellow coarse sand 

20 per cent. 
Fine gravel 40 per cent. ; yellow coarse sand 60 per cent. 

(I ti Af\ t< <( << tt it on II II 

II II Mr\ II <i- t« <4 II ^#1 II II 

Fine gravel 10 per cent.; yellow sand: coarse 40 per cent.; medium 

50 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 60 per cent. ; medium 

20 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 60 per cent.; medium 

20 per cent. 
Fine gravel 20 per cent.; yellow sand: coarse 60 per cent.; medium 

20 per cent. 
Fine gravel 80 per cent.; yellow coarse sand 20 per cent. 
1 1 II Aft " " " " " An " " 

Pine gravel 20 per cent. ; yellow sand : coarse 60 per cent. ; medium 

20 per cent. 
Blue clay 

Yellow sand: coarse 40 per cent.; medium 60 per cent. 
Light gray superfine sand ; trace of peat 



1 


0- 


- 6 


2 


6 


-12 


3 


12 


-19 


4 


19 


-25 


5 


25 


-32 


6 


32 


-38 


7 


38 


-44 


8 


44 


-50 


9 


50 


-57 


10 


57 


-62 


11 


62 


-68 


12 


68 


-73 


13 


73 


-78 


14 


78 


-83 


15 


83 


-88 


16 


88- 


-93 


17 


93 


-97 


18 


97- 


100 


19 


100- 


105 


20 


105- 


-110 


21 


110-115 


22 


115- 


■120 


23 


120-125 



II II 
II II 



White fine sand 100 per cent.; trace of peat 



I i •• it 
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TABLE 15 (Continued) 

Classification of Samples from California Stovepitk 

Well 5, Experiment Station, Wyandanch, Ij^sg 

Island^ 12 Inches in Diameter. Elevation. 

B. W. S. Datum : Surface of Ground. 

56; Ground-water. 51 



Sam- 


Depth 


ple 


Feet 


1 


0-1 


2 


1 - 4 


3 


4-6 


4 


6-10 


5 


10-15 


6 


15-18 


7 


18-20 


8 


20-22 


9 


22-24 


10 


24-26 


11 


26-28 


12 


28-30 


13 


30-32 


14 


32-34 


15 


34-36 


16 


36-38 


17 


38-40 


18 


40-42 


19 


42-44 


20 


44-46 


21 


46-48 


22 


48-50 


23 


50-52 


24 


52-54 


25 


54-56 


26 


56-58 


27 


68-60 


28 


60-62 


29 


62-64 


30 


64-66 


31 


66-68 


32 


68-70 


33 


70-72 


34 


72-74 


35 


74-76 


36 


76-78 


37 


78-81 


38 


81-83.5 


39 


83.5-86 


40 


86-88 


41 


88-92 


42 


92-94 


43 


94-96 


44 


96-98 


45 


98 - 99.5 


46 


99.5-100.5 


47 


100.5-104 


48 


104-108 


49 


108-112 


50 


112-118 


51 


118-124 


52 


124-130 


53 


130-136 


54 


136-142 



Character of Material 





50 




70 




40 




60 




85 




76 




80 




50 



Loam 80 per cent. ; gravel 20 per cent. 

Gravel: coarse 75 per cent.; fine 15 per cent.; sand 10 per cent. 

Gravel 15 per cent.; sand: coarse 20 per cent. ; medium 20 per cent.; 

fine 45 per cent. 
Gravel: coarse 30 per cent.; fine 15 i>er cent.; sand 55 per cent. 
Gravel 25 per cent.; sand: coarse 30 per cent.; medium 25 i>er cent. ; 

fine 20 per cent. 
Gravel: coarse 10 per cent.; fine 10 per cent.; sand 80 i>er cent. 
25 •* " *• 25 " 

•• 20 " •* •' 10 " 

•* " 40 " " •• 20 " 

30 ** " " 10 *' 

14 14 in" " " '>*' 

15 10 '• 

II <( I n II <l •• |A <• 

•I 11 20 " " " 30 " 

Gravel 25 per cent.; sand: coarse 10 per cent.; medium 35 per cent.; 

fine 30 per cent. 
Gravel: coarse 5 per cent.; fine 40 per cent.; sand 55 per cent. 

• I ti Af) " ** " "id " " " \(\ " " 

• I << Q/\ II i< II Af\ II 11 11 an 41 II 

II 11 in" " " to " *' " Afl " " 

II 14 gQ II <i II g II 11 «( tm t* II 

Gravel 25 per cent.; sand: coarse 25 per cent. ; medium 35 per cent.; 

fine 15 per cent. 
Gravel: coarse 30 per cent.; fine 30 per cent.; sand 40 i>er cent. 

II •• e/\ 11 II " A(\ " " " in " " 

•< II «w\ II 11 .1 on " " " A(i '* " 

Gravel 30 per cent. ; sand : coarse 30 per cent. ; medium 30 per cent. ; 

fine 10 per cent. 
Gravel: coarse 10 per cent.; fine 10 per cent.; sand 80 per cent. 
50 30 20 per cent. 

I ( 14 an 4 1 i I II nf\ i < II 

70 " " *• 25 " *' brown clay 5 per cent. 

Gravel 30 per cent. ; sand: coarse 50 per cent. ; medium 15 per cent.; 

fine 5 per cent. 
Gravel 25 per cent.; sand: coarse 60 per cent.; medium 15 per cent. 
Gravel 20 per cent.; sand 70 per cent.; clay 10 per cent. 
Sand: coarse 10 per cent.; medium 50 per cent.; fine 40 per cent. 
Sand: coarse 30 per cent.; medium 30 per cent.; fine 10 per cent.; 

gravel: coarse 20 per cent.: fine 10 per cent. 
Brown clay; few small pebbles 
Hard black clay 



Pine gray sand 

Hard black clay 

Sand: medium 75 per cent.; fine 25 per cent. 

Pine gravel 5 per cent.; sand 25 per cent.; sandstone 10 per cent.; 

brown clay 60 per cent. 
Brown clay stratified with peat and mica 
Brown clay 50 per cent.; fine brown sand 50 per cent. 
Sand: medium 60 per cent.; fine 40 per cent. 
Brown clay 

Peat mixed with fine sand 
Brown clay 
Pine brown sand 

II l< 14 

It II II 

Brown clay 10 per cent.; fine brown sand 90 per cent. 

Sandstone 10 per cent; fine sand 50 per cent.; brown clay 40 per cent. 

Pine brown sand 
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TABLE 15 (Continued) 

Well 5 (Concluded) 



Sam- 
ple 



Dbpth 

FSET 



Character of Material 



55 
56 
67 
58 
59 
60 
61 
62 
63 
64 
65 
66 
67 
68 
69 
70 
71 
72 
73 
74 
75 
76 
77 
78 
79 
80 
81 
82 
83 
84 
85 
86 
87 
88 
89 
90 
91 
92 
93 
94 
95 
96 
97 
98 
99 
100 
101 
102 



142-148 
148-149 
149-162 
152-159 
159-164 
164-170 
170-176 
176-180 
180-184 
184-190 
190-196 
196-202 
202-208 
208-214 
214-220 
220-226 
226-232 
232-238 
238-242 
242-243 
243-249 
249-251 
251-254 
254-260 
260-266 
266-272 
272-278 
278-284 
284-290 
290-296 
296-302 
302-308 
308-314 
314-320 
320-327 
327-328 
328-331 
331-336 
336-342 
342-348 
348-356 
356-361 
361-367 
367-373 
373-379 
379-385 
385-391 
391-400 



Sandstone 10 per cent.; fine brown sand 90 per cent. 

Hard brown clay 

Hard black clay 

Soft brown clay ; pyrite 

Pine gray and brown sand mixed 

Pine brown sand 
•< •< < t 

Sandstone; fine sand 
Pine brown sand 



• < 



< t 
t < 



90 per cent. ; brown clay 10 per cent. 



Red and gray clay stratified 

Fine brown sand 

Brown clay mixed with fine sand 

Hard black clay 

Fine brown sand 






14 



gray 



•I 



Black clay stratified with peat; pyrites 
Hard black clay; peat 

>> 11 H (i 

Blue gray clay 
II II II 

Fine gray sand; mica flakes 

Soft black clay intermixed with peat 

Pine gray sand ; peat 

mica flakes 

peat 



Hard black clay 
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TABLE 15 (Continued) 

Classification of Samples from Test- well 511, Babylon^ 

Long Island. Well 102 Feet in Depth, 2 Inches 

IN Diameter. Elevation, B. W. S. Datum : 

Surface of Ground, 17.8 



Sam- 
ple 



Depth 
Pbbt 



Character of Material 



Pine gravel 60 per cent.; gray sand: coarse 30 per cent.; medium 

10 per cent. 
Pine gravel 60 per cent.; gray sand: coarse 30 per cent.; medium 

10 per cent. 
Yellow sand: coarse 10 per cent.; medium 60 per cent.; fine 30 

per cent. 
Yellow sand: coarse 20 per cent.; medium 60 per cent.; fine 20 

per cent. 
Yellow sand: medium 60 per cent.; fine 40 per cent. 

«4 t< <i R(\ " " " AO " " 

II 11 II orx II 11 II Afx II I < 

Gray sand: coarse 10 per cent.; medium 50 per cent.; fine 40 

per cent. 
Gray sand: coarse 10 per cent.; medium 50 per cent.; fine 40 

per cent. 
Gray sand: coarse 10 per cent.; medium 50 per cent.; fine 40 

per cent. 



1 





- 7 


2 


7- 


-13 


3 


13- 


-19 


4 


19- 


-26 


5 


26- 


-33 


6 


33 


-38 


7 


38 


-44 


8 


44- 


-50 


9 


50- 


-56 


10 


56- 


-63 


11 


63- 


-69 


12 


69- 


-73 


13 


73- 


-81 


14 


81- 


-85 


15 


85- 


-90 


16 


90- 


-93 


17 


93- 


-95 


18 


95- 


-99 


19 


9^102 



^ . — r— , __ per cent.; fine 40 

per cent. 
Gray sand: coarse 10 per cent.; medium 30 per cent.; fine 40 

per cent. ; superfine 20 per cent. 
Gray superfine sand 100 per cent.; trace of peat 
Light gray superfine sand 100 per cent.; trace of peat 

II It II II 1 nn II II II II II 

•i << i« II inn " " *' " " 

Dark gray superfine sand 70 per cent. ; peat 30 per cent. 
Light gray sand : fine 70 per cent. ; superfine 30 per cent. 

II II II II 0/\ II II II ^fi I ( 11 

" " superfine sand 100 per cent; trace of peat 
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TABLE 15 {Continued) 

Classification of Samples from California Stovepipe 

Well 1, Experiment Station, West Islip, Long 

Island, 14 Inches in Diameter. Elevation, 

B. W. S. Datum : Surface of Ground, 

33.4; Ground- WATER, 23.9 



Sam- 
ple 



Depth 
Pebt 



Character of Material 



1 
2 
3 

4 
5 
6 



8 

9 

10 

U 

12 

13 

14 

15 

16 

17 
18 
19 
20 
21 
22 
23 
24 
25 
26 
27 
28 
29 
30 
31 
32 
33 
34 
36 
36 
37 
38 
39 
40 
41 
42 
43 
44 
45 
46 



0- 3 

3- 9 

9-12 

12-17 

17-21 

21-38 

21-38 

38-54 

54-60 

60-70 

70-^76 

75-80 

80-88 

88-94 

94-97 

97-98 

98-102 
102-104 
104-106 
106-113 
113-115 
115-116 
116-117 
117-119 
119-131 
119-131 
119-131 
131-135 
135-136 
136-138 
138-146 
146-147 
147-149 
149-156 
149-156 
156-160 
160-164 
164-170 
170-173 
17.3-174 
174-175 
175-182 
182-187 
187-205 
205-207 
207-208 



47 207-208 

48 207-208 



Top-soil; medium and line sand mixed with iine clay and fine gravel 
Gravel : coarse 20 per cent. ; fine 10 per cent. ; coarse sand 70 per cent. 
Coarse gravel 50 per cent.; coarse sand 50 per cent. 
Gravel 70 per cent. ; sand 30 per cent. 

" 80 " '* sand: coarse 10 per cent. ; medium 10 per cent. 
Pine gravel 10 per cent.; yellow sand: medium 65 per cent.; fine 

25 per cent. 
Pine gravel 10 per cent.; yellow sand: medium 65 per cent.; fine 

25 per cent. 
Pine gravel 10 per cent; yellow sand: medium 65 per cent.; fine 

25 per cent. 
Coarse gravel 15 per cent.; yellow sand: medium 55 per cent.; fine 

30 per cent. 
Coarse gravel 5 per cent.; yellow sand: medium 45 per cent.; fine 

50 per cent. 
Pine gravel 6 per cent.; yellow sand: medium 60 per cent.; fine 

35 per cent. 
Pine gravel 5 per cent.; yellow sand: niedium 60 per cent.; fine 

35 per cent. 
Yellow sand: coarse 5 per cent.; medium 50 per cent.; fine 40 per 

cent.; organic matter 5 per cent. 
Gravel: coarse 25 per cent. ; fine 10 per cent.; yellow sand: coarse 

10 per cent.; medium 55 per cent. 
Gravel: coarse 30 per cent. ; fine 40 per cent. ; yellow sand: coarse 

20 per cent.; medium 10 per cent. 
Gravel: coarse 70. per cent.; fine 20 per cent.; coarse yellow sand 

10 per cent. 
Mixture of fine gravel, sand and clay with iron-coated pyrites 
Dark blue clay with pyrites 
Sand: fine 70 per cent.; superfine 30 per cent. 
** •* 40 '* " '* 60 " ** 

" medium 70 per cent.; fine 30 per cent. 
Black clay well (Compacted 



«« ( t 



49 
50 



208-209 
209-210 



Sand: fine 60 per cent.; superfine 40 per cent. 
" medium 75 per cent.; fine 25 per cent.; pyrites; peat 

<< << ye <l << 11 OC " " << <• 

<• << ym •« •< *i AC •• li II <i 

Dark clay stratified with fine sand and peat 

<• •« II II •< <• •• 41 

II l< (( II l< tl II II 

Sand: medium 70 per cent.; fine 30 per cent. 

Mixture of organic matter, gray clay and fine sand inter-stratified 

Coarse sand mixed with light gray clay; layer of pyrites with sand 

Mixture of dark blue sand with peat and medium sand 
II 11 II 11 11 11 11 II >i II 

Sand: coarse 30 per cent.; medium 70 per cent. 

Slimy mixture of gray clay with peat 

Sand: medium 80 per cent.; fine 20 per cent. 

II 11 Qf\ 11 II <• |rt •< <> 

Medium gray sand mixed with pyrites 

Peat 

Sand: medium 30 per cent.; fine 70 per cent. 

Medium and fine gray sand with small layer of stratified peat 

Sand: medium 25 per cent.; fine 75 per cent. 

Mixture of gray sand, clay and peat 

Pine gravel 3 per cent.; sand: coarse 60 per cent.; medium 30 per 

cent. ; clay 7 per cent. 
Pine gravel 3 per cent.; sand: coarse 60 per cent.; medium 30 per 

cent.; clay 7 per cent. 
Fine gravel 3 per cent.; sand: coarse 60 per cent.; medium 30 per 

cent. ; clay 7 per cent. 
Black clay with traces of sand 

■> at II •> i< II 
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TABLE 15 {Continued) 

Well 1 (Continued) 



Sam- Depth 
PLE Pest 



Character op Material 



51 21D-212.5 

52 212.5-214 

53 214-217 

54 217-221 

55 221-224.5 

56 224.5-228 

57 224.5-228 

58 224.5-228 
50 225.5-228 

60 228-230 

61 230-234 

62 230-234 

63 234-236.5 

64 236.5-238.5 

65 238.5-240 

66 240-243 

67 243-244.5 

68 244.5-246 
60 244.5-246 

70 24^240 

71 240-253.5 

72 253.5-254.5 

73 254.5-256.5 

74 256.5-258.5 

75 258.5-250 

76 250-260 

77 260-261 

78 261-264 
70 264-267 

80 267-270 

81 270-271 

82 271-274 

83 274-281 

84 274-281 

85 281-285 

86 285-287 

87 287-202 

88 202-300 
80 300-305 

00 305-314.5 

01 314.5-317 

02 317-323 

03 323-326 

04 326-327 

05 327-330 

06 327-330 

07 330-332 

08 332-330.5 
00 330.5-342 

100 342-344.5 

101 344.5-345.5 

102 345.5-353 

103 353-355 

104 355-358 

105 3.55-358 

106 358-364.5 

107 364.5-360 

108 360-370 
100 370-372 

1 10 372-370 

1 1 1 370-382 

112 382-.388 

1 13 388-304 

1 14 388-304 



115 
116 
117 
118 
110 
120 



304-100 

394-400 

4(X^-I01 

401-40.5,5 

401-40.5.5 

401-405.5 



Black clay 20 per cent.; sand: coarse 60 per cent.; medium 10 i>er 

cent. ; line 10 per cent. 
Black clay with fine sand and peat 
Medium and fine sand with pyrites 
Sand: coarse 10 per cent.; medium 70 per cent.; fine 20 per cent. 

medium 6Q per cent.; fine 30 per cent.; peat 10 per cent. 
Soft stratified gray clay 

I. .. ^ MM * MM ^ 



«l 1< 



• • •« It << •• 



Soft and fine gray clay ; pyrites 
•« •« i 

Gray clay 






Sand: medium 70 per cent.; fine 30 per cent. 

Medium sand, peat and pyrites 
•• II •• 11 «• 

Dark gray and white clay with pyrites and medium sand 
Gray clay mixed with sand, firmly compacted 



Black fine clay 

with peat 

Dark gray clay and pyrites 

Black clay, pyrites and peat 

Sand: medium 60 per cent.; fine 35 per cent.; clay 5 per cent. 

It •• *Q 11 11 •• ^Q II II "^ 

• < 11 H£\ " " " A,C\ ** ** 

Stratified layer of peat and clay 

Sand: medium 70 per cent.; fine 30 per cent.; pyrites 

Medium and fine light gray sand with i>eat and clay 



•• 30 " 
" 30 " 



II 
II 



Medium sand ; pyrites 

Gray clay; medium sand; peat; pyrites 

Sand: medium 70 per cent.; fine 30 per cent. 

1 1 II yn II II I • ofk 11 11 * 

li It frk II II 

1 1 II '7C\ " " 

Peat with medium gray sand 

Sand: medium 85 per cent.; fine 15 per cent. 

Layers of black soft clay and fine sand 

II I. 11 (1 II 41 II 11 

Light gray clay inter-stratificd with fine sand and peat 
.1 <• 11 II •• 11 •• II .1 II 

Medium sand 00 per cent.; clay 10 per cent. 

Soft black clay inter-stratified with peat and sand 

Clay; pyrites; peat 

Clay; peat; medium sand 
11 •« II •* 

Clay 85 per cent.; fine sand 15 per cent. 

Soft black clay mixed with peat and fine sand 
II 11 11 II (I II #1 It II 

Sand: medium 70 per cent.; fine 30 per cent.; traces of clay 

Medium and fine sand mixed with clay and pyrites 

Pyrites and micaceous sandstone 

Medium sand and impure pyrites 

Sand: medium 70 per cent.; fine 30 per cent. 

40 40 " •' clay 20 per cent. 

II II .^ II II 11 AC\ II 11 II Oft " " 

i< 11 Mi\ II 11 11 A[\ II 11 " on *' " 

pyrites 
Sand: medium 40 per cent.; fine 40 per cent.; clay 20 percent, with 

pyrites 
Medium sand 70 per cent.; clay 30 per cent.; pyrites; peat 

It II Tt\ " " " If I ** " " " 

Small fragments of pyrites and peat with traces of clay 
Clay 70 per cent.; pyrites 20 per cent.; peat 10 per cent. 

II TC\ " " " 90 *' '' " Wl*' " 

1 1 rmr^ It It II n<> 11 II It lO" " 



with 
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TABLE 15 (Continued) 

Well 1 (Continued) 



Sam- 
ple 



Depth 
Feet 



Character of Material 



121 405.5-408 

122 405.5-408 

123 408-409 

124 400-410 

125 409-410 

126 410-411 

127 411-412 

128 412-413 

129 413-416 

130 416-418 

131 418-421 

132 421-426 

133 426-431 

134 426-431 

135 431-434 

136 434-440 

137 440-444 

138 444-450 



Medium sand 80 per cent. ; clay 20 per cent. ; peat 
Clay 



Peat; sand; clay 

Clay 05 per cent. ; sand 5 per cent. 

Pyrites 16 per cent.; clay 70 per cent.; sand 15 per cent. 
Clay with fine sand 
peat ; fine sand 






139 
140 
141 
142 
143 
144 
145 
146 



450-455 
450-455 
455-461 
461-466 
466-469 
469-473 
473-476 
47&-481 



Clay 60 per cent.; fine sand 30 per cent.; pyrites 5 per cent. ; peat 

5 per cent. 

Medium sand and peat inter-stratified; pyrites 
<i •< i> <i i« II II 

Medium sand 60 per cent.; clay 30 per cent.; pyrites 5 per cent.; 

peat 5 per cent. 
Medium sand 60 per cent.; clay 30 per cent.; pyrites 5 per cent.; 

peat 5 per cent. 
Medium sand 80 per cent.; fine sand 15 per cent.; clay, pyrites and 

peat 5 per cent. 
Medium sand 80 per cent.; fine sand 15 per cent.; clay, pyrites and 

peat 5 per cent. 
Clay 60 per cent.; fine sand 30 per cent.; peat 10 per cent. 

1 1 fifk I ( II 11 II of\ " " •• ID" " 

Gray soft clay; medium sand; pyrites; peat 
Medium sand and pyrites 

light gray clayi peat; pyrites 



i< 
ti 



It 
1 1 



147 481-486 

T48 486-489 
.149 489-492 

150 492-497.5 

151 497.5-508 

152 508-510 

153 510-512 

154 512-515 

155 515-517.5 

156 517.5-520 

157 520-524.5 

158 524.5-529 

159 529-530.5 

160 530.5-634 

161 534-637 

162 537-540 

163 540-542 

164 542-545 

165 .545-550 

166 650-554 

167 554-558 

168 558-564 

169 564-565 

170 56.5-667.5 

171 567.5-568 5 

172 568.5-672 



Sand: medium 60 per cent.; fine 35 per cent.; pyrites and peat 

5 per cent. 
Sand: medium 30 per cent.; fine 40 per cent.; clay 26 per cent.; 

pyrites and peat 5 per cent. 
Medium sand 80 per cent.; clay 20 per cent.; pyrites 



80 " 



20 



with peat 



Sand: medium 75 per cent.; fine 20 per cent.^ 'pyrites and peat 

S per cent. 
Sand: medium 75 per cent.; fine 20 per cent.; pyrites and peat 

5 per cent. 
Sand: medium 75 per cent.; fine 20 per cent.; pyrites and peat 

5 per cent. 
Sand: medium 60 per cent.; fine 40 per cent.; traces of pyrites 
Sand: medium 30 per cent.; fine 55 per cent.; hard gray clay 15 

per cent. 

Pine sand 80 per cent.; soft gray clay 20 per cent.; pyrites 

Medium sand 60 per cent. ; fine gray sand 40 per cent. 

Pine sand and pyrites 

Gray clay 60 per cent. ; medium sand 40 per cent. 

Large pieces of pyrite and clay 
II (I II II II 11 

Sand: medium 50 per cent.; fire 40 per cent.; gray cl&y 10 per 

cent. 
Sand: medium 50 percent.; fine 40 per cent.; gray clay 10 per 

cent. 
Sand: medium 70 per cent.; fine 15 per cent.; gray clay and peat 

15 per cent. 
Sand: medium 70 per cent.; fine 16 per cent.; gray clay and peat 

15 per cent. 
Peat interlaid with mica and clay, with medium sand 
Sand: medium 30 per cent.; fine 60 per cent.; clay and mica 10 

per cent. 
Sand: medium 30 per cent.; fine 60 per cent.; clay and mica 10 

per cent. 
Sand: medium 20 per cent.; fine 75 per cent.; light gray clay 6 

per cent. 
Gray and brown and white clay; fine sand 
Hard gray clay; pyrites 
Hard grav clay; pyrites 

'•' " " peat 



TABLE 15 (Contimud) 

Well 1 {^CoHtmued) 



178 


584.5-587 


179 


584. S- 587 


180 


587-591 


181 


587-591 


182 


587-591 


183 


591-593 


184 


593-600 


185 


600-605 


186 


605-«07 


187 


607-608 


188 


608-611 


189 


611-616.5 


190 


616.5-617 


191 


617-619 


192 


619-623 


193 


623-624.5 


194 


624.5-626 


195 


626-628 



S.oi- Depth Chakactkk or Material 

PLE Feet 

173 572-573 Dark and liishl gray cUy stratincd; peAt; in<s!ium and nne s«nv< 

174 573-575 ' 

175 575-579.5 Coarse and metlium sand: tracrs of fin^ frra>*rl and cUv 

176 579.5-582 5 Sand: medium 30 percent.; fine 50 per cenl.; gray cUy ;^> i^r cent ; 

peat; mica 

177 582.5-584.5 Sand: medium 20 per cent.; fine 70 per cent.; dark isray cUy 10 

per cent. 

Particles of peat 70 i)er cent.; fine sand 25 per cent.; mica and 

clay 5 per cent. 
Particles of peat 70 per cent.; fine sand 25 per cent,; mica and 

clay 5 per cent. 
Pine KTa\*el 5 per cent.; sand: coarse 60 per cent.; meviium 21* per 

cent.; gray clay 15 per cent. 
Fine gravel 5 per cent.; sand: coarse 60 per cent.; meiUum 20 per 

cent.; gray clay 15 per cent. 
Fine gra\'el 5 per cent,; sand: coarse 60 per cent.; meilium 21* per 

cent.; gray cl-iy 15 oer cent. 
Gravel 10 per cent.; sand: coarse 20 per cent.; medium 40 per 

cent. ; fine 30 per cent, ; peat : cla>- 
Pine gravel 10 per cent.; sand: coarse 60 per cent.; medium 3t) per 

cent.; clay, peat and pyrites 10 per cent. 
Gray clay 85 per cent.; sand 15 per cent. 
Pine gray clay ; sand 
White clay; fine sand 
Sand: medium 30 per cent.; fine 70 i>er cent. 

Hard gray clay well compacted 

Fine sand 80 per cent.; gray clay 20 per cent. 

• • • • ofi *' •• •• •• !2I)*' ** 

• • •• 0|1 <• •« •« •< >>|\ «• •• 

• • •• Q/| •• <• •! •• Oft ** ** 

Sand: medium 40 per cent.; fine 50 per cent.; clay 10 per cent. 

196 628-631.5 Sand: medium 40 per cent.; fine 45 per cent.; clay 12 per cent.; 

peat 3 per cent. 

197 631.5-642.5 Sand: medium 40 per cent.; fine 45 per cent.; clay 12 per cent.; 

peat 3 per cent. 

198 642.5-646 Sand: medium 50 per cent.; fine 40 per cent.; day 10 per cent.;* 

peat 

199 646-650 Sand: medium 40 per cent.; fine 50 per cent.; clay 10 per cent.; 

peat 

200 650-652.5 Sand: coarse 20 per cent ; medium 60 per cent.; fine 15 per cent.; 

clay 5 per cent. 

201 652.5-653.5 Fine gravel 5 per cent.; sand: coarse 40 per cent.; medium 50 

per cent.; clay 5 per cent.; pent 

202 653.5-655.5 Fine gravel 5 per cent.; sand: coarse 40 per cent.; medium 50 

per cent.; cUy 5 per cent.; peat 

Traces of coarse and fine gravel; coarse and medium sond; clay 

and peat 
Fine gravel 6 per cent.; sand: coarse 40 per cent.; medium 40 

per cent.; clay 15 per cent. 
Sand: coarse 50 per cent.; medium 40 per cent.; fine 10 per cent.; 

trace of gravel 
Sand: medium 30 per cent.; fine 60 per cent.; clay 10 per cent.; 

peat; mica 
Sand: coarse 20 per cent.; medium 40 per cent.; fine 25 per cent.; 

clay 15 per cent.; peat; mica; trace of gravel 
Sand: coarse 20 per cent.; medium 40 per cent.; fine 2A per cent.; 

clay 15 per cent.; peat; mica; trace of gravel 
Fine gravel 5 per cent.; sand: coarse 15 per cent.; medium 50 

per cent.; fine 20 per cent.: clay 10 per cent. 
Medium sand 30 per cent.; clay 70 per cent. 
Clay 60 per cent.; medium sand 35 per cent.; peat 5 per cent. 
694-695.5 Fine gravel 10 per cent.; sand: coarse 50 per cent.; medium 30 

per cent.; clay 10 per cent. 
Fine gravel 5 per cent.; sand: coarse 40 per cent.; medium 45 

per cent.; cloy 10 per cent. 
Fine gravel 5 per cent.; sand: coarse 40 per cent.; medium 45 

per cent.: clay 10 per cent. 
Fine gravel 5 per cent.; sand: coarse 40 per cent.; medium 45 

per cent.; clay 10 per cent.; with peat 
Sand: coarse 20 per cent. ; medium 40 per cent.; fine 35 per cent.; 

clay 5 per cent. 



203 


655.5-658 


204 


658-660 


205 


660-670 


206 


670-678 


207 


678-682 


208 


682-688 


209 


688-692 


210 
211 
212 


692-693 
69»-694 
694-695 


213 


695.5-700 


214 


700-705 


215 


705-708 


216 


708-710 
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TABLE 15 (Continued) 

Well 1 (Concluded) 



Sam- 
ple 



Depth 

FSKT 



217 710-713 



218 
219 



713-717 
717-721 



220 721-723.5 

221 723.6-728 



222 


728-731 


223 


731- 


-733.5 


224 


733.6-734.6 


225 


734.5-742 


226 


742- 


747 


227 


747- 


■750 


228 


747- 


-750 


229 


750-752 


230 


750- 


-752 


231 


752- 


-754 


232 


754- 


-757 


233 


757- 


-768.6 


234 


757- 


-758.5 


235 

236 

237a 

237b 

238 

239 

240 


758.5-760 
76Q-762 
762-766 
766-768 
768-771 
771-773 
773-775 


241 


773 


-775 


242 
243 


775-780.5 
780.5-786 



244 786-787.5 

245 787.5-788 

247 788-789 

248 789-790 

249 790-791 

250 791-798.5 

251 798.5-800 

252 800-802 

253 802-808 

254 808-809 



Character op Material 



Sand: coarse 16 per cent.; medium 60- per cent.; fine 26 per cent.; 

traces of peat; pyrites; fine gravel 
Compact mixture of clay, fine gravel; coarse and medium sand ; i>eat 
Fine gravel 6 per cent. ; sand : coarse 25 per cent. ; medium 30 per 

cent.; fine 30 per cent.; clay 10 per cent.; traces of peat ; pyrites 
Sand: coarse 40 per cent.; medium 60 per cent. 
Sand: coarse 6 per cent.; medium 80 per cent.; fine 16 per cent.; 

trace of gravel 
Fine gravel 20 per cent.; sand: coarse 60 per cent.; medium 20 

per cent. 
Fine gravel 16 per cent.; sand: coarse 66 per cent.; medium 20 

per cent. ; traces of clay 
Fine gravel 6 per cent.; sand: coarse 16 per cent.; medium 70 

per cent.; clay 10 per cent. 
Sand: coarse 30 per cent.; medium 60 per cent.; clay 10 per cent. ; 

trace of fine gravel 
Fine gravel 5 per cent. ; sand : coarse 40 per cent. ; medium 40 per 

cent.; fine 10 per cent.; peat and clay 5 per cent. 
Fine gravel 5 per cent. ; sand : coarse 40 per cent. ; medium 40 per 

cent.; fine 10 per cent.; peat and clay 5 per cent. 
Fine gravel 6 per cent.; sand: coarse 40 per cent.; medium 40 per 

cent. ; fine 10 per cent. ; peat and clay 5 per cent. 
Fine gravel 26 per cent.; sand: coarse 45 per cent.; medium 20 per 

cent.; fine 10 per cent. 
Fine gravel 26 per cent.; sand: coarse 45 per cent. ; medium 20 per 

cent.; fine 10 per cent. 
Sand: coarse 20 i>er cent.; medium 60 per cent.; fine 20 per cent.; 

clay 10 per cent. ; trace of gravel 
Fine gravel 10 per cent.; sand: coarse 60 per cent.; medium 25 per 

cent.; fine 5 per cent. 
Fine gravel 20 per cent.; sand: coarse 60 per cent.; medium 15 

cent. ; gray clay 6 per cent. 
Fine gravel 20 per cent.; sand: coarse 60 per cent.; medium 15 

cent.; gray clay 5 per cent. 
Medium sand 30 per cent.; fine 70 per cent.; trace of gravel 
Hard gray clay 

Sand: medium 20 per cent.; fine 70 per cent.; clay 10 per cent. 
Hard gray clay 
Peat; clay; sand 
Clay; fine sand 
Sand: coarse 30 per cent.; medium 50 per cent.; fine 16 per cent.; 

gray clay 6 per cent. 
Sand: coarse 30 per cent.; medium 60 per cent.; fine 15 per cent.; 

gray clay 6 per cent. 
Clay mixed with gravel and pyrites; peat 
Gravel: coarse 6 per cent.; fine 60 per cent.; sand: coarse 20 per 

cent.; medium 20 per cent.; clay 5 per cent. 
Sand: medium 40 per cent.; fine 55 per cent.; clay 6 per cent.; 

traces of fine gravel 
Gravel 25 per cent.; sand 70 per cent.; clay 5 per cent. 

50 " " " 40 10 " " pyrites 

70 ' 30 " " " pyrites 

50 '* " " 45 " " " 6 per cent. 

Gravel: coarse 5 per cent.; fine 15 per cent.; sand: coarse 40 per 

cent.; medium 30 per cent.; fine 10 per cent.; trace of clay 
Gravel 40 per cent.; sand 60 per cent.; trace of clay 

45 60 " •* clay 6 per cent. 

Fine gravel 10 per cent.; sand: coarse 20 per cent.; medium 40 per 

cent.; fine 30 per cent.; traces of clay and peat 
Gravel 50 per cent. ; sand 50 per cent. 



per 
15 per 
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TABLE 15 (Continued) 



Classification of Samples from California Stovepipe 

Well 3, Experiment Station, West Islip, Long 

Island, 16 Inches in Diameter. Elevation, 

B. W. S. Datum: Surface of Ground, 30; 

Ground-water, 23.9 



Sam- Depth 
PLB Fekt 



Character of Material 



1 
2 

3 

4 
5 

5a 
6 



8 
9 
10 
11 
12 
13 
14 
15 
16 

17 
18 
19 

20 
21 
22 
23 
24 
25 
26 
27 
28 
29 
30 
31 
32 

33 

34 

35 

36 

37 
38 
39 
40 
41 
42 

43 

44 

45 
46 




2 

4 

6 

12 

12 
13 



- 2 

- 4 

- 6 
12 
13 



13 
15.5 



Brown clay 75 per cent.; sand 20 per cent.; gravel 5 per cent. 
Clay 50 per cent.; gravel: coarse 10 per cent.; fine 5 per cent.; 

sand: coarse 10 per cent.; medium 10 per cent.; fine 15 per cent. 
Gravel 16 per cent.; sand 85 per cent. 
Fine gravel 5 per cent. ; sand 95 per cent. 
Gravel: coarse 50 per cent.; fine 25 per cent.; sand: — -"^ "** 

per cent. ; medium 10 per cent. 
Sample of largest gravel brought up 
Gravel: coarse 60 per cent.; fi 



13-15.5 



15.5 
15.5 
17 
19 
21 
23 
26 
27 
29 

31 

- 33 

35 

37 
.39 
41 
43 
45 
49 
51 
53 
55 
57 
59 
61 
63 

65 

67 



17 
17 
19 
21 
23 
26 
27 
29 
31 

33 
35 
37 

39 
41 
43 
45 
49 
51 
53 
55 
.57 
59 
61 
63 
65 

-67 

-69 



69-71 



coarse 16 



imple of largest gravel brought up 

ravel: coarse 60 per cent.; fine 20 per cent.; sand: coarse 10 

per cent.; medium 10 per cent. 

Gravel: coarse 60 n*»r rt»nt.' fin* 20 ner cent.! 



73 
75 
77 
79 
81 
83 



75 
77 
79 
81 
83 
86 



86-87 



87 
89 
91 



89 
91 
93 



per cent.; medium 10 per cent. 
Gravel: coarse 60 per cent.; fine 20 per cent.; sand: 

per cent.; medium 10 per cent. 
Gravel: coarse 30 per cent.; fine 35 per cent.; sand 35 p( 
30 35 " " '• 35 " 

t« t« ^ m If JJ i* *\i^ «f «l 14 «P II 



t • 
(• 
1< 
< t 
f i 
It 



« ■ 
l« 
II 
t f 
II 
I I 
• I 



55 
45 
55 
30 
60 
10 



II 
1 1 
II 
II 
II 



II 
II 
It 
i< 
• I 
<i 



• I 
1 1 
II 
11 
II 
II 



35 
30 
10 
15 
10 
20 
2 



« I 
11 
• I 
II 
•I 
II 



<i 
11 
1 1 
II 
<■ 
II 



•I 
• I 
I. 
I > 
■ I 
•< 
<i 



35 
15 
45 
30 
60 
20 
88 



coarse 10 
per cent. 



II 
II 
1 1 
1 1 
II 
II 
*• 



II 
■ I 
i< 
1 1 
II 
<i 
II 



II II 1^'^ " " 9** "' ** Kli *' 

Gravel 6 per cent.; sand: coarse 50 per cent.; medium 30 per cent.; 

fine 15 per cent. 
Gravel: coarse 35 per cent.; fine 15 per cent.; sand 50 per cent. 

25 " ** " 16 " *' " 60 " " 

Gravel 10 per cent. ; sand: coarse 30 per cent. ; medium 30 per cent.; 

fine 30 per cent. 
Coarse gravel 5 per cent.; sand: coarse 25 per cent.; fine 70 per cent. 

II .1 Rii I* ** *i 1^** ** ** RO " ** 

ti II II *f\ II <> II Qe II 



1 1 
i< 
1 1 
.1 



Sand: 



per cent. 
5 
5 
2 

5 •• 
5 •• 
2 " 
3 
1 



i< 
II 



1 1 
II 



II 
It 



I • 



II 
1 1 



10 
10 
10 
10 
10 
10 



1 1 
It 
II 
II 
II 



II 
II 
1 1 
II 
II 



80 
85 
88 
85 
85 
88 
87 



It 



1 
coarse 20 per cent.; med 

5 " ' " 

II e t« It 

traces of mica 
Gravel 1 per cent,; sand: coarse 4 per cent.; medium 

fine 75 per cent.; traces of mica 
Sand: coarse 5 per cent.; medium 15 per cent.; fin* 



o 

iium 40 per cent.; fine 40 

30 60 

25 " " " 70 

25 " " " 70 



If 
It 
II 
II 
II 
II 
II 



f I 
If 
• I 
1 1 
<i 
II 
II 



94 

per cent. 
1 1 II 



It 
ti 



11 



71-73 Sand 



_ . ^_. , 20 per cent.; 

fine 75 per cent.; traces of mica 

md: coarse 5 per cent.; medium 15 per cent.; fine 80 per cent.; 

few small pebbles; traces of mica 
Sand: coarse 5 per cent.; medium 15 per cent.; fine 80 per cent.; 

few small pebbles; traces of mica 

ind : coarse 5 per cent. ; medium 15 per cent. ; fine 80 per cent. ; few 

small pebbles; traces of mica 
Sand: medium 25 per cent.; fine 75 per cent.; traces of mica 

II II *)t\ " *' '* 71^ " " " " ** 

It 11 ne II 11 II ^E If ft fi ft (t 

<• n nf! fi II It >^s II It II II f< 

II II n>! i< i> It '^•t 11 It It II It 

Coarse gravel 10 per cent.; sand: medium 20 i>er cent.; fine 70 per 

cent.; struck gravel at 85.6 feet 
Gravel: coarse 35 per cent.; fine 15 per cent.; sand: coarse 10 

f)er cent.; medium 20 per cent.; fine 20 per cent. 
Gravel: coarse 20 per cent.; fine 55 per cent.; sand 25 per cent. 

• I II Q/| II II It 0/\ II I. It tf\ It II 

Gravel: coarse 60 per cent.; fine 20 per cent.; sandstone 10 i>er 
cent.; sand 10 per cent. 



238 



TABLE 15 {Continued) 

Well 3 (Concluded) 



Sam- Depth 
PLB Feet 



Character op Material 



47 93 - 95 

48 95 - 97 

49 97 - 99 

60 99-101 

61 101-103 

62 103-105 

63 105-107 
64a 107-109.6 
54b 107-109.5 

55 109.5-112 

56 112-113 

67 113-115 
67a 115-117.5 

68 117.5-120 

69 120-122.6 

60 122.5-123 

61 123-125 

62 126-127 

63 127-129 
64a 129-133 
64b 131 

65 133-135 

66 135-138 

67 138-141 

68 141-144.5 

69 144.5-147 

70 147-148 

71 148-151 
72. 151-153 

73 153-155 

74 155-157 

75 157-159 

76 159-162 

77 162-165 

78 165-167 

79 167-109 

80 169-171 

81 171-173 

82 173-175 

83 175-177 

84 177-180 

85 180-183 

86 183-186 

87 186-190 

88 190-192 

89 192-194 

90 194-196 

91 196-198 

92 198-200 



Gravel: coarse 15 per ceat ; fine 6 per cent.; sand 65 per cent.; 

clay 2 per cent.; sandstone 3 per cent. 
Pine gray sand 98 per cent. ; clay 2 per cent. ; mica 

Sand: coarse 3 i>er cent.; medium 20 per cent.; fine 75 per cent.; 

mica; clay 2 per cent. 
Fine gray sand; clay; mica 

Fine gray sand 98 per cent.; clay 2 per cent.; mica 
Fine gray sand; traces of clay and mica 

clay 

•' *• " lignite 

Fine sand intermixed with lignite 
Fine sand; sandstone; pyrite; lignite 
Hard black clay 
Fine gray sand mixed with lignite 

i« *i II I* «« «i 

" " " traces of lignite; mica; clay 

I* li •« * i »4 14 14 

44 I«a4 II444I II 

It II 41 ll 4* II §4 



Pieces of lignite 

Pine gray sand; peat; soft sandstone; mica 

'* " " clay mixed with sand 
Hard black clay 

" " " mixed with lignite and sand 

Fine gray sand mixed with peat 

«• II II •« l< il 

Hard black clay 



Pine gray sand 



1 1 
• i« 



II 
<< 
<■ 
It 



90 per cent.; clay 10 per cent. 

sandstone; clay; lignite 
• • <i • • 

black clay; sandstone; lignite 

•I ■« •• ■• 

clay: lignite; mica 
lignite; mica 

hard black clay at 182 feet 
mixed with peat and mica 



II 
1 1 
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TABLE 15 (Continued) 



Classification of Samples from California Stovepipe 

Well 2, Experiment Station, West Islip, Long 

Island, 12 Inches in Diameter. Elevation, 

B. W. S. Datum : Surface of Ground, 

30; Ground- WATER, 23.9 



Sam- Depth 
PLE Feet 



Character of Material 



2 
3 

4 

5a 

5b 

6 

7 

8 

9 
10 
11 
12 
13 
14 
15 
16 
17 
18 
19 
20 
21 
22 
23 

24 

25 

26 

27 

28 

29 

30 

31 

32 

33 

34 

35 

36 

37 

38 

39a 

39b 

40 

41 

42 

43 

44 

45 

46 

47 



- 3.6 

3.6 - 4.5 

4.5 - 6.6 

6.6 - 7 



7- 

10 

12 

13 

16 

17 

18 

19.5 

21 

23.2 

25.2 

26.9 

29.2 

30 

33 

38 

42 

46 

48 

50 



10 

12 

13 

16 

17 

18 

19.5 

21 

23.2 

25.2 

26.9 

29.2 

30 

33 

38 

42 

46 

48 

50 

52 



52 - 54.5 

54.5 - 56 
56 - 58 
58-62 
62-64 
64 - 66.5 

66.5-68 
68-70 
70-72.6 

72.6 - 74 
74 - 78.3 

78.3 - 80 
80-82 
82-84 
84-86 
86-88 
86-88 
88-89.5 

89.5-91 
91-92.7 

92.7 - 93.5 
93.5-95.5 
95.5-98 

98-100 
100-102 



Yellowish brown clay 70 per cent.; sand 20 per cent.; gravel 10 

per cent. 
Blue clay with traces of sand and gravel 
Coarse and fine gravel; coarse sand 
Gravel: fine 50 per cent.; coarse 20 per cent.; coarse sand 30 

per cent. 
Sarid: medium 90 per ce.nt.; coarse 10 per cent. 
Coarse and fine gravel 
Gravel: coarse 85 ner cent • fine 10 oer cent • cc 



avei 
liravcl : coarse 85 per cent. ; fine 10 per cent. ; coarse sand 5 per cent. 
Sand: medium 60 per cent.; coarse 38 per cent. ; gravel 2 per cent. 
Gravel: coarse 85 per cent.; fine 10 per cent.; coarse sand 5 per cent. 

• • • • ftf\ •• •* << TK " " " " ^l" " 

ti l< tt ICv." " " " )('* " 

' cent. ; coarse gravel 60 per cent. 



20 

•• 80 ■ lo 

Coarse sand 40 per cent. ; coarse gravel 60 per cent. 
> t It 

Sand: coarse 20 per cent.; fine 75 per cent.; fine gravel 5 per cent. 
60 '* " fine gravel 40 per cent. 
" medium 75 per cent.; coarse 25 per cent. 
85 •• ■• •* 15 " 

85 



i< 

44 
44 
44 



44 
44 
I 4 



85 
75 
38 
27 
25 



44 
44 
44 
4 4 
44 



14 
44 
44 
4 4 
44 
41 



• 4 
4 4 
44 



fine 



15 
22 
60 
70 
70 
50 



44 
4 4 
44 
4 4 
44 
44 
• « 



44 
44 



30 " 
fine gravel 2 per cent. 
Medium sand 
Sand: medium 75 per cent.; coarse 25 per cent. 
Pine sand 

Sand: fine 75 per cent.; medium 25 per cent. 
Pine sand 
Sand: fine 85 per cent.; medium 15 per cent. 

• t 44 Q.> 44 44 44 ■tS 44 44 

4. gg ,4 .4 4. Jg .4 

Pine sand 



Sand: fine 85 per cent.; medium 15 per cent. 
Pine sand 

44 44 

Coarse and fine gravel; pyrite 

41 41 44 14 14 

Brown sandstone; medium sand cemented by iron 

Sandstone with gravel 

Clay and pyrite 

Clay, sandstone and sand 

Peat, clay and sand 

Sand: coarse 75 per cent.; medium 25 per cent. 
50 •• " ** 50 *' 

65 " " " 35 " 



fine gravel 3 per cent, 
gravel 2 per cent. 

41 n 44 It 

5 



44 
• ( 



• 1 

• 1 



coarse 18 per cent.; 



11 

K 
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TABLE 15 (Continued) 

Well 2 (Concluded) 



Sam- Depth Character of Material 

PLB Feet 



48 102-104 Coarse and medium aand 

49 104-106 •• sand 

50 106-108 Sand: coarse 65 per cent.; medium 35 per cent. 

51 108-111.5 Medium sand, clay and peat 

52 111.5-113 

63 113-115 

54 115-117.5 Coarse and medium sand 

65 117.5-119 Medium sand, clay and mica 

66 119-121 

67 121-128.6 " " and clay 

58 128.6-134 *' " with mica and organic matter 

69 134-136.8 Sand, peat and clay 

60 136.8-138 

61 138-145 Medium sand 

62 145-147 " " pyrite; organic matter 

63 147-150 •* " clay 

64 150-154 Clay; medium sand; pyrite 
65a 154-158 Black compact clay 

65b 154-158 Medium gray sand; pyrite and peat 

66 158-162 " sand; trace of clay 

67 162-164 " '* " " " 

68 164-165 ' with peat 

69 165-167 

70 167-168.5 Coarse and medium sand; trace of clay 

71 168.5-170.5 Black clay and fine sand 



Classification of Samples from Test-well 565, Bay 

SHORE, Long Island. Well 101 Feet Deep, 2 Inches 

IN Diameter. Elevation^ B. W. S. Datum : 

Surface of Ground, 30; Bottom, — 71 



Sam- Depth Character of Material 

PLE Feet 



1 


0-6 


2 


6-12 


3 


12-18 


4 


18-24 


5 


24-30 


6 


30-36 


7 


36-42 


8 


42-48 


9 


48-54 


10 


54-60 


11 
12 
13 
14 


60-65 
65 - 70 
70 - 75 
75-79 


15 


79-84 


16 


84-88 


17 


88-93 


18 


93-97 


19 


97-100 



fine 
fine 
fine 



Fine gravel 20 per cent.; white sand: coarse 40 per cent. 

40 per cent.; trace of loam 
Fine gravel 70 per cent.; white sand: coarse 20 per cent. 

10 per cent. 
Fine gravel 70 per cent.; white sand: coarse 20 per cent. 

10 per cent. 
Fine gravel 20 per cent.; white sand: coarse 20 per cent.; medium 

40 j>er cent.; fine 20 per cent. 
Fine gravel 20 per cent.; white sand: coarse 20 per cent.; medium 

40 per cent.; fine 20 per cent. 
White sand: coarse 60 per cent.; medium 20 per cent.; fine 20 

per cent. 
White sand: coarse 20 per cent.; medium 60 per cent.; fine 20 

per cent. 
Fine gravel 10 per cent.; white sand: coarse 20 per cent. ; medium 

50 per cent. ; fine 20 per cent. 
White sand: coarse 20 per cent.; medium 60 per cent.; fine 20 

per cent. 
White sand: medium 30 per cent.; fine 40 per cent.; superfine 30 

per cent. 
Yellow sand: fine 70 per cent.; superfine 30 per cent. 

White " '* 40 " " " 60 " '* 

Fine gravel 10 per cent.; white sand: coarse 30 per cent.; medium 

40 per cent.; fine 20 per cent. 
Light gray sand: medium 50 per cent.; fine 50 per cent.; trace of 

peat 
Light gray sand: medium 50 per cent.; fine 50 per cent.; trace 

of peat 
Light gray sand: medium 50 per cent.; fine 50 per cent.; trace 

of peat 
Light gray sand: coarse 30 per cent.; medium 50 per cent.; fine 

20 per cent.; trace of peat 
Light gray sand: coarse 30 per cent.; medium 50 per cent.; fine 

20 per cent; trace of peat 



TABLE ir> {Contimuii\ 

Cl-\s5if!cat;ox of SxMrifciS kk.^m C\iu\^k\iv St\Avru*K 

Well 6, Corner Grani^ Ihh i kvakd ano 44ru Sikkkv. 

XoRTH OK Isnr. I.oNi; Isi \ni\ IJ IncuKs^ is 

Diameter. KiEVAru^N, l>. \\\ S. IVxn M : 

Surface of liRoiNn, 37.^; l»KorNj>- 

WATER, 24.8 



S.of- Depth Char^itkk o» M\tVKUi 

PLE Fe»t 



1 0-3 

2 3-5 

3 5-7 

4 7-iO 



Samiy loam 

Sand: coarse 21) i>er ct'nt.: ro«s^um tUi |M?r ci^nt ; t\«i» ^> w^r \H*«». 

Cira\'T'I: civxrse 10 per vxnt.; nnr 10 per ixnu; jMle \rUow M<uh 

ctvirse t'H> per crnu; mtslium :Jti per cent, 
Gra>-Tl: ci>arse 2l> per crn!,; fine 10 |H*r orni.; |>a)« yvUow »amlj 

coarse 50 per cent.; nie^tium ;iO |>er cent. 

5 10-14 Gravel: coarse 10 per cent.; fine 10 |»er v'ent.; \^W vellow »a««t5 

coarse 21> per cent.; me^tuim 40 i»er cent,; fine 3ti |»er c<>nt. 

6 14-17 Gravel: coarse 30 per cent.; fine iO |>er cehl,; »amt; c\M(Iii« 40 

per cent.; meiiium 10 |>er cent, 

7 17-20 Gravel: coarse 20 per cent.; fino 10 per cent,; iian«t: iH>«ni0 HO 

per cent.; medium 40 per cent. 

8 20-23 Gravel: coarse 20 per cent.; fine 20 per cent,: nandJ co«*r«i0 ^\ 

per cent.; medium 40 per cent. 

9 23-24 Gravel: coarse 10 per cent.; fine 10 per cent.; yelUtw Hand; cimi«» 

20 per cent.; medium tU) per cent. 
10 24-26 Gravel: coarse 5 per cent.; fine A per cent.; yellow nand: cours* 

15 per cent.; medium 50 per cent.; fine 25 per cent. 
26-28 Gravel: coarse 5 per cent.; fine 5 per cent.; vellow naiuts coarii« 

20 niT c#nt * mmltum .Ml t>t*r t^rnl 



lo per ceni.; meuium oii per cenx.; nne jti per crni. 
Gravel: coarse 5 per cent.; fine 5 per cent.; vellow naiuts coarii« 

20 per cent.; medium 50 per cent.: fine 20 per cent. 
Gravel: coarse 10 per cent.; fine 10 t>er cent,; HAml: cimmv 20 

per cent,: medium 40 per cent,; fine 20 per cent. 
Sand: coarse 15 per cent.; medium 50 |>er cent.; fine l\li per cent. 
Gravel: coarse 5 per cent.; fine 10 per cent.; Handi ciianie 2t) 

per cent.; medium 40 per cent.; fine 25 per cent. 
Pine gravel 10 per cent.; sand: coarse 'M) \tcT cent.; medium 40 

per cent.; fine 20 per cent. 
Gravel 5 per cent.; sand: coarse 5 per cent.; medium fiO per cent.i 

fine 30 per cent. 
Gravel 5 per cent.; sand: cuftrso 5 per cent. ; medium (U) per cent, | 

fine 30 per cent. 



U 

12 28 - 30 

13 30 - 32 

14 32 - 34 

15 34 - 36 

16 36 - 38 

17 38-40 

18 40 - 42 

19 42-44 

20 44 - 40 

21 46-48 

22 48 - 50 

23 50 - 52 

24 52-54 

25 54-56 

26 56-58 

27 58-60 .._ ... . , 

28 60-62 LiKht brown sand: coarse 10 per tent.; /iiu* 40 \n't m'mI.; mrdium 



29 62-64 

30 64-68 



Dark yellow gravel 5 )>er rent.; Mund: (oume 15 p(«r (nil,; inodlmn 

50 per cent.; fine '.U> per cent. 
Dark yellow sand 0; sand; coarse 5 per tent.; t)nn 45 per run I,} 

medium 50 per cent. 
Dark brown sand: medium 60 ptT crnt.; fine 40 p«T umiI. 
Light brown sand: coarse 10 per tent.; /iiu* 40 prr m'mI.; mrdium 

50 per cent. 
Dark brown sand: mi'dium W) i««r i ent,; fin«* 40 prr ' rni, 

" •• •• coarse 5 per it'iit., Um- HO pir tt'tii., mt^iUum 

UK. -^ ^ t. 



no per cent. 

31 68 - 70 Dark brown sand: coarnc 0; fin^ .Vi pi'r < i-nt.; ^l^d^^l»n 50 tmt i ant, 

32 70-72 medium 50 p«T <iMiJ.. |jn«- 50 pi-MiMt. 

33 72-74 •• yellow " " 50 50 " 



H 

It II 

II )l 

II II 



34 74-76 " 50 " " " 50 

35 76- 78 " 50 " " " 50 

:\f\ 78 -HO " rtti " " " 5<J 

37 V) -82 " " " " -Vi " " " 'V/ 

38 82-84 " 50 Vl " 

39 H4 -HO " " " " -V) " " " fi*i " 
h*i - HH *' ** " <oarv- 20 iM't **'Ut., irwd.um »Vl p« f ' < »»« . tiUM 

30 j>«fr fi-r.t. 



40 
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TABLE 15 {Continued) 

Well 6 (Continued) 



Sam- 
ple 



Depth 
Fket 



Character of Material 



Dark yellow sand: medium 40 per cent.; fine 60 per cent. 
*' ** '* : coarse 10 per cent.; medium 50 per cent.; fine 

40 per cent. 
Dark yellow sand: coarse 10 per cent.; medium 60 per cent.; fine 

30 per cent. 
Dark yellow sand: coarse 10 per cent.; medium 50 per cent.; fine 

40 per cent. 
Dark yellow sand: coarse 10 per cent.; medium 50 per cent.; fine 

40 per cent. 
Dark yellow sand: coarse 5 per cent.; medium 45 per cent.; fine 

60 per cent. 
Dark yellow sand: medium 50 per cent.; fine 50 per cent. 

Dark brown sand: coarse 10 per cent.; medium 60 per cent.; fine 

30 per cent. 
Dark brown sand : medium 60 per cent. ; fine 40 per cent. 
Coarse gravel 5 per cent.; sand: medium 60 per cent.; fine 35 

per cent. 
Gray and brown clay; sandstone and pyrite 
Soft gray clay 
Gravel: coarse 10 per cent.; fine 5 per cent.; sand: coarse 30 

per cent.; medium 30 per cent.; fine 25 per cent. 
Pine gravel 1 per cent.; sand: coarse 5 per cent.; medium 60 per 

cent. ; fine 34 per cent. 
Medium yellow sand 
White and brown clay stratified 40 per cent. ; fine yellow sand 60 

per cent. 
Pine and superfine sand; brown clay 30 per cent.; sandstone 10 

per cent. 
Gray and red clay stratified 

Pine and superfine sand 80 per cent.; brown clay 20 per cent. 
Pine orange yellow sand 2 per cent. 

Orange yellow sand; fine nodules iron cemented 

44 II 44 44 l< 44 44 

Yellow sand: medium 50 per cent.; fine 50 per cent. 

White clay, plastic 

Yellow sand: medium 60 per cent.; fine 40 per cent. 

Dark sand: medium 60 per cent.; fine 40 per cent. 

Pine white sand; peat and sandstone 

White plastic clay; nodules of sand cemented with iron 

White plastic clay; white and pale yellow sand, fine and superfine 

below 
White sand: medium 70 per cent.; fine 30 per cent. 

*' ** coarse 10 per cent.; medium 60 per cent.; fine 30 

per cent. ; micaceous 
Yellow sand: coarse 60 per cent.; medium 40 per cent.; nodules 

of iron 
Hard gray clay 
White and pale yellow sand: medium 60 per cent. ; fine 40 per cent. ; 

nodules of iron 
White and pale yellow sand: medium 60 per cent. ; fine 40 per cent. ; 

nodules of iron 
White and pale yellow sand : coarse 50 per cent. ; medium 50 per cent. 
Blue and brown clay stratified with peat 

White and yellow sand: medium 60 per cent.; fine 40 per cent. 
Pale yellow and white sand: medium 60 per cent.; fine 40 per cent. 
Stratified yellow clay and peat 
Pale yellow sand: medium 60 per cent.; fine 40 per cent.; nodules 

of iron rust 
Pale gray sand: fine 60 per cent.; superfine 40 per cent. 
Peat and fine white sand intermixed 

Pale yellow sand: medium 00 per cent.; fine 40 per cent.; iron rust 

60 " " " 40 '* " nodules 

of iron rust 
Pale yellow sand: medium 60 per cent.; fine 40 per cent. 

" (iron rust): fine 80 per cent.; yellow clay 20 

per cent. 
Blue-black clay and peat 
Pale yellow sand: coarse 50 per cent.; medium 30 per cent.; clay 

20 per cent. 



41 


88-90 


42 


90-92 


43 


92-94 


44 


94-96 


45 


96-'98 


46 


98-100 


47 


100-102 


48 


102-104 


49 


104-106 


50 


106-- 108 


51 


108-109 


52 


109-112 


53 


112-114 


54 


114-116 


55 


116-118 


56 


118-122 


57 


122-124 


58 


124-126 


59 


126-128 


60 


128-130 


61 


130-134 


62 


1.34-140 


63 


140-146 


64 


146-151 


65 


151-1.56 


66 


1.56-160 


67 


160-163 


68 


16.3-167 


69 


167-169 


70 


169-171 


71 


171-173 


72 


173-175 


73 


176-177 


74 


177-179 


75 


179-183 


76 


183-189 


77 


189-195 


78 


19,5-201 


79 


201-204.5 


80 


204..5-211 


81 


211-216 


82 


216-219 


83 


219-225 


84 


225-231 


85 


231-233 


86 


233-239 


87 


239-245 


88 


24.5-251 


89 


251-257 


90 


257-261 


91 


261-267 
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TABLE 15 (Continued) 

Well 6 (Concluded) 



Sam- Depth 
PLE Fest 



Character of Material 



92 267-271 



93 
94 
95 
96 
97 
98 
99 
100 

101 
102 



121 
122 
123 



125 
126 
127 
128 
129 
130 
131 
132 



271-277 
277-283 
283-290 
290-295 
295-301 
301-307 
307-313 
313-320 

320-326 
326-331 



103 331-337 

104 337-343 

105 343-346 

106 346-347.5 

107 347.5-361 

108 351-353 

109 353-355 

110 355-357 

111 357-363 

112 363-367 

113 367-372 

114 372-378 

115 378-384 

116 384-390 

117 390-396 

118 396-400 

119 400-406 

120 406-409 



409-414 
414-418 
418-124 



124 424-430 



430-436 
436-443 
443-445 
445-450 
450-454 
454-457 
457-463 
463-408 



Pale yelldw sand: medium 80 per cent.; stratified yellow clay 20 

per cent. 
Pale yellow sand: coarse 60 per cent. ; medium 40 per cent. 

" " " 80 per cent.; yellow clay 20 per cent. 

" '* " medium 70 per cent.; fine 30 per cent. 

«> •• •! ii Tfl " " " ^A " " 

• • H tl 4> 7l\ " " " 90 " " 

<< <i •' ir mn ti ii n nn n •• 

ii •• t« II Tfi " ** " tft " " 

Pale gray and yellow sand: medium 60 per cent.; fine 40 per cent. ; 

nodules of iron cemented with sand 
Pale yellow sand: medium 70 per cent.; fine 30 per cent. 
Pale fifray and yellow sand : medium 60 per cent.; fine 40 per cent. ; 

nodules of iron cemented with sand 
Pale gray sand: fine 60 per cent.; superfine 40 per cent.; trace of 

blue clay 
Pale gray sand: fine 60 per cent.; superfine 40 per cent.; trace of 

blue clay 
Pale gray sand: medium 80 per cent.; fine 20 per cent. 
Pyrites 
Lignite 
Hard black clay 



II 
«i 



pyrite 



<• << 14 

Sharp pale gray sand: coarse 30 per cent.; medium 70 per cent. 

• I •• >• Ii << Q^ 11 i< •• 70 " " 

Dark gray sand: fine 50 per cent.; superfine 50 per cent. 

• i it •< << Kf\ •• ii . ii er\ ii •< 

<• <i ii Ii Kf\ tt • I 11 en i i i I 

'* *' " medium 50 per cent.; fine 40 per cent.; blue clay 

10 per cent.; trace of peat 
Dark gray sand: medium 50 per cent.; fine 40 per cent.; blue clay 

10 per cent. ; trace of peat 
Hard gray clay; pyrites 

•• black " 
Dark gray sand: fine 50 per cent.; superfine 40 per cent.; blue clay 

10 per cent. ; trace of peat 
Dark gray sand: fine 50 per cent.; superfine 40 per cent.; blue clay 

10 per cent.; trace of peat 
Dark gray superfine sand; trace of peat 
Pale gray medium sand; iron pyrites 

Hard gray clay 

• i i i ii 



" black " 
•i •• •< 



Superfine gray sand; clay 
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TABLE 15 {Continued) 

Classification of Samples from Test-well 571, East 

IsLip, Long Island. Well 117 Feet in Depth, 2 

Inches in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 32 ; 

Bottom, — 85 



Sam- Depth 
PLE Feet 



Character of Material 



1 
2 
3 

4 

5 

6 
7 
8 


10 

11 

12 

13 

14 

15 

16 

17 
18 

10 
20 
21 
22 
23 
24 



0- 7 

7-13 

13-19 

19-26 

26-32 

32-39 
39-46 
46-52 

62-57 
57-62 

62-66 

66-71 

71-76 

76-80 

80-85 

85-89 

89-95 
95-102 

102-105 
105-108 
108-109 
109-111 
111-113 
113-117 



Pine gravel 40 per cent.; yellow sand: coarse 40 per cent. ; medium 

20 per cent. 
Fine gravel 10 per cent. ; yellow sand: coarse 50 per cent. ; medium 

40 per cent. 
Fine gravel 40 per cent.; yellow sand: coarse 40 per cent.; medium 

20 per cent. 
Fine gravel 20 per cent. ; yellow sand: coarse 60 per cent. ; medium 

20 per cent. 
Pine gravel 20 per cent.; yellow sand: coarse 60 per cent. ; medium 

20 per cent. 
Yellow sand: coarse 60 per cent.; medium 40 per cent. 

20 '* •• *• 60 *• " fine 20 per 

cent. 
Yellow sand: medium 60 per cent.; fine 40 per cent. 

# 40 40 •* " superfine 20 per 

cent. 
Yellow sand: medium 40 per cent. 

20 per cent. 
Yellow sand: medium 40 per cent.; 

20 per cent. 
Yellow sand: medium 40 per cent. 

20 per cent. ; trace of peat 
Yellow sand: coarse 10 per cent.; medium 60 per cent.; fine 30 

per cent. 
Yellow sand: medium 20 per cent.; fine 60 per cent.; superfine 

20 per cent. 
Yellow sand: coarse 10 per cent.; medium 60 per cent.; fine 30 per 

cent. ; trace of peat 
Yellow sand: medium 60 per cent.; fine 40 per cent. 
Pine gravel 40 per cent. ; yellow sand: coarse* 40 per cent.; medium 

20 per cent. 
Blue clay 90 per cent. ; coarse sand 10 per cent. 



fine 40 per cent.; superfine 
fine 40 per cent.; superfine 
fine 40 per cent.; superfine 






" " 90 per cent.; fine sand 10 per cent. 
'* " trace of sand 
Coarse gravel 70 per cent.; fine sand 30 per cent. 
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TABLE 15 (Continued) 



Classification of Samples from Test-well 465, Sayville, 

Long Island. Well 121 Feet in Depth, 

2 Inches in Diameter 



Sam- 

PLB 



Depth 
Pebt 



Chakacter of Material 



50 per cent.; coarse sand 40 per cent.; loam 10 per cent. 
40 ' 40 '* " fine sand 20 per 

: medium 60i>ercent.; coarse 30 per cent.; gravel 10 

.: medium 60 per cent.; coarse 30 per cent.; gravel 10 

: medium 80 per cent.; coarse 15 per cent.; gravel 5 

medium 90 per cent.; coarse 10 per cent. 

60 " " •• 40 " 

00 " " " 40 " 

fine 90 per cent.; medium 40 per cent. 
" 60 " •* " 40 •• 

medium 60 per cent.; fine 40 per cent. 

60 40 •' 

•• An •* •• '• An •• " 



1 
2 



6 

7 
8 
9 
10 
11 
12 
13 
14 
15 
16 
17 
18 



0-7 
7-13 

13-19 

19-26 

26-33 

33 - 39 

39-45 

45-52 

52-59 

59-65 

65-73 

73-80 

80-86 

86-93 

93-100 

100-107 

107-114 

114-121 



Fine gravel 
(• •• 

tent. 
White sand 

per cent. 
Wnite sand 

Eer cent, 
ite sand 
Eer cent, 
ite sand 



Gray sand: 



60 
70 
70 






40 

40 •• 
30 



* I T(\ " " " Qn " " 

superfine 60 per cent.; fine 40 per cent. 
" go " •• *• 20 '* " 



Classification of Samples from Test-well 478, Bayport, 

Long Island. Well 118 Feet in Depth, 

2 Inches in Diameter 



Sam- 
ple 



Depth 
Feet 



Character of Material 



Pine gravel 30 per cent.; white coarse sand 60 per cent.; loam 

10 per cent. 
Fine gravel 30 per cent.; white coarse sand 70 per cent.; trace of 

loam 
Pine gravel 30 per cent. ; white coarse sand 70 per cent. 

** *' 10 *• " white sand: coarse 60 per cent.; medium 

30 per cent. 
Pine gravel 10 per cent.; white sand: coarse 60 per cent.; medium 

30 per cent. 
White sand: coarse 60 per cent.; medium 40 per cent. 

" 60 " •• " 40 " 

*• 60 " •* " 40 *' 

medium 40 per cent.; fine 60 per cent. 
Brown sand: coarse 20 per cent.; medium 40 per cent.; fine 40 

per cent. 
Brown sand: coarse 40 per cent.; medium 40 per cent.; fine 20 

per cent. 
Brown sand: coarse 20 per cent.; medium 40 per cent.; fine 40 

per cent. 
Brown sand: medium 60 per cent.; fine 40 per cent. 

Brown sand: medium 20 per cent.; fine 60 per cent.; superfine 

20 per cent. 
Brown sand: medium 20 per cent.; fine 60 per cent.; superfine 

20 per cent. 
Brown sand: fine 80 per cent.; superfine 20 per cent. 



1 





- 6 


2 


6 


-13 


3 


13 


-20 


4 


20 


-27 


5 


27 


-34 


6 


34 


-40 


7 


40 


-47 


8 


47 


-53 


9 


53 


-60 


10 


60 


-66 


11 


66 


-73 


12 


73 


-80 


13 


80 


-86 


14 


86- 


-93 


15 


93 


-99 


16 


99- 


106 


17 


108- 


113 


18 


113- 


118 






246 



TABLE 15 {Continued) 

Classification of Samples from California Stovepipe 

Well 7, North of Patchogue, and Easterly Side 

OF Patchogue Lake, Long Island, 12 Inches 

in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 

25.7 ; Ground- WATER, 18.2 



zxz 



Sam- 
ple 



1 
2 
3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 

19 

20 

21 

22 

23 

24 
25 
26 
27 
28 
29 
30 
31 
32 
33 
34 
35 

36 

37 

38 

39 



Depth 
Feet 



Character of Material 



Light brown sandy loam 

Pale yellow sand: medium 60 per cent.; fine 40 per cent. 

" ** coarse gravel 5 per cent.; sand 56 per cent.; fine 40 per 

cent. 
Gravel: coarse 10 per cent.; fine 6 per cent.; sand: coarse 40 per 

cent. ; medium 45 per cent. 
Pale gravel: coarse, 25 per cent.; fine 10 per cent.; sand: coarse 

30 per cent.; medium 35 per cent. 
Gravel: coarse 15 per cent.; fine 5 per cent.; sand: coarse 30 per 

cent.; medium 50 per cent.; pale 
Gravel 5 per cent. ; sand : coarse 40 per cent. ; medium 55 per cent. ; 

pale 
Gravel 5 per cent.; sand: coarse 30 per cent. ; medium 50 per cent. ; 

fine 15 per cent.; pale 
Pale gravel: coarse 25 per cent.; fine 10 per cent.; sand: coarse 

20 per cent.; medium 35 per cent.; fine 10 per cent. 
Pale coarse gravel 2 per cent.; sand: coarse 30 per cent.; medium 

50 per cent.; fine J 8 per cent. 
Brownish yellow sand: coarse 10 per cent.; medium 60 per cent. 

fine 30 per cent. 
Brownish yellow coarse gravel 5 per cent.; sand: coarse 10 per cent. 

medium 50 per cent. ; fine 35 per cent. 
Brownish yellow sand: coarse 30 per cent.; medium 50 per cent. 

fine 20 per cent. 
Brownish yellow sand: coarse 10 per cent.; medium 60 per cent. 

fine 25 per cent. ; gravel 5 per cent. 
Brownish yellow sand: coarse 40 per cent.; medium 40 per cent. 

fine 15 per cent.; gravel 5 per cent. 
Brownish yellow gravel 5 per cent.; sand: coarse 30 per cent. 

medium 40 per cent.; fine 25 per cent. 
Brownish yellow gravel I per cent.; sand: coarse 10 per cent. 

medium 60 per cent.; fine 29 per cent. 
Brownish yellow gravel 5 per cent.; sand: coarse 10 per cent. 

medium 50 per cent.; fine 35 per cent. 
Brownish yellow gravel 5 per cent.; sand: 

medium 50 per cent.; fine 15 per cent. 
Brownish yellow gravel 5 per cent.; sand: 

medium 50 per cent.; fine 15 per cent. 
Brownish yellow gravel 5 per cent.; sand: 

medium 50 per cent.; fine 5 per cent. 
Brownish yellow gravel 1 per cent.; sand: 

medium 50 per cent.; fine 45 per cent. 

Pino light brown sand; mica flakes 
■ 1 <• «• ii 



- 1.5 
1.5 - 5 
5-8 
8-11 

11-15 

15-19 

19-23 

23-27 

27-32 

32-35 

35-40 

40-44 

44-47 

47-51 

51-56 

55-59 

59 - 63 

63 - 67 

67-71 

71-75 

75-79 

79-83 

83-87 

87-91 

91-95 

95-99 

99-103 

103-107 

107-111 

111-117 

117-121 

121-125 

12.5-129 

129-133 

133-137 

137-141 

141-145 

145-149 

149-153 



coarse 30 per cent. 

coarse 30 per cent. 

coarse 40 per cent. 

coarse 4 per cent. 



<i 11 <• <• ii 

pale yellow sand; mica flakes 

" 11 ii ** «■ II 

and medium yellow sand; mica flakes 
rich yellow sand 

" • '• " " mica; traces of brown clay 

" superfine ' 

Dark yellow fine sand; mica flakes 

** •• «i (I II 11 

Gravel: coarse 2 percent.; fine 3 per cent.; sand: coarse p per cent.; 

medium 60 per cent.: fine 30 per cent. 
Pine gravel 5 per cent.; sand: coarse 60 per cent.; medium 35 

per cent. 
Coarse gravel 5 per cent.; sand: coarse 75 per cent.; medium 20 

per cent. 
Fine gravel 5 per cent.; sand: coarse 75 per cent.; medium 20 

per cent. 
Coarse gravel 10 per cent.; sand: coarse 70 per cent.; medium 

20 per cent. 
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TABLE 15 (Continued) 

Well 7 (Concluded) 



Sam- 


Depth 




Character of Material 




ple 


Feet 






40 


153-157 


Yellow gravel: coarse 25 per cent.; fine 10 per cent.; sand: coarse 






35 per cent.; medium 20 per cent.; pyrites 10 per cent. 




41 


157-161 


Hard black and brown clay stratified 




42 


161-167 


Sand: coarse 5 per cent.; medium 55 per cent.; fine 40 
dark brown 


per cent.; 


43 


167-170 


Hard black clay 




44 


170-174 


Dark yellow sand: coarse 20 per cent.; medium 40 per 
40 per cent. ; pyrites 


cent.; fine 


45 


174-176 


Pale yellow medium sand 75 per cent.; blue clay 15 
pyrites 10 per cent. 


per cent.; 


46 


176-178 


Hard black clay 




47 


178-182 


Medium and fine gray sand; mica flakes 




48 


182-185 


•< It i< II 11 It II 




49 


185-191 


Pine gray sand ; mica flakes ; peat 




60 


191-197 


•I II II II 11 II 




51 


197-203 


II II 11 II II «i 




52 


203-209 


II II II 11 II II 




53 


209-215 


" and superfine gray sand 




54 


215-218 


II 11 II It It 




55 


218-221 


Hard brownish black clay; lignite 




56 


221-225 


Pine gray sand; mica flakes; peat 




57 


225-230 


and medium gray sand 




58 


230-231 


Soft blue-black clay; pyrites 
Pine gray sand ; mica nakes 




59 


231-235 




60 


235-238 


Hard " clay 




61 


238-243 


" black •• pyrites 




62 


243-247 


blue-gray clay; pyrites 




63 


247-248 


II II II II II 




64 


248-256 


gray clay 




65 


248-256 


II II II 




66 


256-259 


" brownish black clay 




67 


259-263 


Pine gray sand; mica; traces of clay 




68 


263-267 


■ • II 11 i » •« * * •■ 




69 


267-271 


II t« II «< t * «a«t 




70 


271-275 


peat 




71 


275-278 


Pine gray sand ; mica; traces of clay; peat 




72 


278-284 


It 11 II II II till II 




73 


284-290 


II It II It II nil II 




74 


290-296 


II <i ti It II nil II 


. 


75 


296-302 


It 1. II II II nil II 




76 


302-307 


It II II II II nil II 




77 


307-309 


Soft blue-gray clay; pyrites 




78 


309-315 


Fine gray sand; traces of clay; mica; peat 




79 


315-321 


pyrites 




80 


321-327 


«< II •• fl« ■• t i •■ •« 




81 


327-333 


14 *i 14 •• 41 «« l« l« 




82 


333-339 


41 «« 44 ■« #1 11 A4 II 




83 


339-344 


" " " gray clay and peat intermixed 




84 


344-347 


Soft black clay; peat 




85 


347-353 


Fine gray sand; mica; peat 




86 


353-359 


n II 1 1 >i 11 




87 


359-360 


Soft gray clay ; peat; pyrites 




88 


360-365 


Pine gray sand; peat; mica 




89 


365-371 


t 


4 4 1 4 1 4 • 4 4 




90 


371-377 




4 44 44 «i 4 4 




91 


377-383 




4 41 ii 44 44 




92 


383-389 




gray clay 




93 


389-395 




1 14 4 4 4 1 4 1 




94 


395-401 




" " gray clay 




95 


401-407 




1 II II It n 




96 


407-413 




' " " " " traces of clay 




97 


413-419 




' mica 




98 


419-425 




peat 




99 


425-430 




II If 1 1 II 




100 


430-436 




" peat 




101 


436-441 


'• 50per cent.; soft gray clay 50 per 


cent. 


102 


441-442.5 


Hard black clay 




103 


442.5-444 


Soft light gray clay 




104 


444-445 


" black clay mixed with peat; pj'rites 




105 


445-451 


Fine gray sand 75 per cent. ; soft black clay 25 per cent. 




106 


451-i57 


It II n QQ II 11 n n it |q ii ii 




107 


457-463 


II II 11 an •• •♦ •• " •• 10 " ** 


pyrites 10 






per cent. 
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TABLE 15 {Continued) 

Classification of Samples from Test-well 182, East 

Patchogue, Long Island. Well 99 Feet in Depth, 

2 Inches in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 27 



Sam- Dbpth Character of Material 

PLB Febt 



1 - 0.5 Medium yellow- sandy loam 

2 0.5 — 4 Yellow sand: coarse 40 per cent. ; medium 60 per cent. 

3 4-10 Fine gravel 20 per cent. ; yellow sand : coarse 60 per cent. ; medium 

20 per cent. 

4 10-17 Pine gravel 20 per cent.; yellow sand: coarse 20 per cent.; medium 

60 per cent. 

5 17-23 Fine gravel 20 per cent.; yellow sand: coarse 20 per cent ; medium 

60 per cent. 

6 23-30 Yellow sand: medium 40 per cent.; fine 60 per cent. 

7 30-35 " " *• 40 60 " " 

8 35-42 '* " " 80 " " " 20 *' " 
9. 42-49 Brown *' " 60 40 " *' 

10 49-55 *' '* " 60 " •• " 40 " " 

11 55-58 Pine gravel 20 per cent.; brown sand: coarse 60 per cent.; medium 

20 per cent. 

12 68-65 Fine gravel 20 per cent. ; brown sand: coarse 60 per cent. ; medium 

20 per cent. 

13 65-71 Fine gravel 20 per cent.; brown sand: coarse CO per cent.; medium 

20 per cent. 

14 71-75 Yellow sand: coarse 40 per cent.; medium 40 per cent.; fine 20 

per cent. 

15 75 - 81 Yellow fine sand 100 per cent. 

16 81-88 100 •* " 

17 88 — 94 " " " 100 *' ** 

18 94 - 99 White medium sand 100 per cent. 
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TABLE 15 {Continued) 

Classification of Samples from California Stovepipe 
Well 8, at Road Intersections One Mile North 
of Brookhaven Railroad Station, Long 
Island, 12 Inches in Diameter. Eleva- 
tion, B. W. S. Datum : Surface 
OF Ground, 35.5; Ground- 
water, 22.7 



Sam- Depth Charactrr of Material 

PLE Fkbt 

1 0-2 Light brown gravelly loam 

2 2-3 Light yellow clay 90 per cent.; fine gravel 10 per cent. 

3 3-4 Gravel: coarse 50 per cent.; fine 30 per cent.; dark yellow sand 

20 per cent. 

4 4-8 White and light yellow gravel : coarse 20 per cent. ; fine 5 per cent.; 

sand: coarse 10 per cent.; medium 55 per cent.; fine 10 per cent. 

5 8-12 White and light yellow gravel: coarse 3 per cent.; fine 4 per cent.; 

sand: coarse 50 per cent.; medium 38 per cent.; fine 5 per cent. 

6 12-15 White and light yellow gravel: coarse 30 per cent.; sand: coarse 

35 per cent. ; medium 25 per cent. ; fine 10 per cent. 

7 15-18 White and light yellow gravel: coarse 5 per cent.; fine 5 per cent.; 

sand: coarse 40 per cent.; medium 35 per cent.; fine 15 per cent. 

8 18-22 White and light yellow gravel: coarse 20 per cent.: fine 10 per cent.; 

sand: coarse 35 per cent.; medium 30 per cent.; fine 5 per cent. 

9 22-26 White and light yellow gravel: coarse 55 per cent.; fine 10 per cent. ; 

sand: coarse 20 per cent.; medium 15 per cent. 

10 26-30 White and light yellow gravel 10 i)er cent. ; sand : coarse 30 per cent. ; 

.Tiedium 45 per cent.; fine 15 per cent. 

11 30-34 White and light yellow coarse gravel 55 per cent.; sand: coarse 

15 per cent.; medium 25 per cent.; fine 5 per cent. 

12 34 — 38 White and light yellow gravel : coarse 70 per cent.; fine 10 per cent. ; 

sand: coarse 10 per cent.; medium 10 per cent. 

13 38-42 White and light yellow gravel 5 per cent. ; sand: coarse 30 per cent. ; 

medium 50 per cent.; fine 15 per cent. 

14 42-46 White and light yellow gravel : coarse 50 per cent. ; fine 5 per cent.; 

sand: coarse 20 per cent.; medium 20 per cent.; fine 5 per cent. 

15 46-50 White and light gravel 10 per cent.; sand: coarse 30 per cent.; 

medium 50 per cent.; fine 10 per cent. 

16 50-54 White and light yellow gravel 10 per cent.; sand: coarse 40 per cent.; 

medium 40 per cent.; fine 10 per cent. 

17 54 - 58 White and light yellow gravel: coarse 15 per cent.; fine 10 per cent. ; 

sand: coarse 35 per cent.; medium 30 per cent.; fine 10 per cent. 

18 58-62 White and liRht yellow gravel: coarse 5 per cent.; fine 10 per cent.; 

sand: coarse 45 per cent.; medium 30 per cent.; fine 10 per cent. 

19 62-66 White and light yellow coarse gravel 10 per cent.; sand: coarse 

25 per cent.; medium 45 per cent.: fine 20 per cent. 

20 66-70 White and light yellow coarse gravel 2 per cent.; sand: coarse 

13 per cent.; medium 50 per cent.; fine 35 per cent. 

21 70-74 White and light yellow coarse gravel 10 per cent.; sand: coarse 

20 per cent.; medium 45 per cent.; fine 25 per cent. 

22 74-76 White and light yellow sand: coarse 20 per cent.; medium 50 

per cent.; fine 30 per cent. 

23 76-80 White and light yellow coarse gravel 5 per cent.; sand: coarse 15 

per cent.: medium 50 per cent.; fine 30 per cent. 

24 80-84 White and light yellow sand : coarse 20 per cent. ; medium 45 per cent. ; 

fine 35 per cent. 

25 84-88 White and light yellow coarse gravel 5 per cent.; sand: coarse 10 

per cent.; medium 40 per cent.; fine 45 per cent. 

26 88-91 White and light yellow sand: coarse 20 per cent.; medium 50 per 

cent.; fine 30 per cent. 

27 91-95 White and light yellow coarse gravel 5 per cent.; sand: coarse 

15 per cent.; medium 50 per cent.; fine 30 per cent. 

28 95-99 White and light yellow sand: coarse 10 per cent.; medium 60 per 

cent.; fine 30 per cent. 

29 99-103 White and light yellow sand: coarse 10 per cent.; medium 50 per 

cent.; fine 40 per cent. 

30 103-105 White and light yellow fine gravel 2 per cent.; sand: coarse 10 

per cent.; medium 45 per cent.; fine 43 per cent. 

31 105-109 White and light yellow gravel: coarse 50 per cent.; fine 5 per cent.; 

sand: coarse 15 per cent.; medium 20 per cent.; fine 10 per cent. 
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TABLE 15 (Continued) 

Well 8 (Continued) 



Sam- 
ple 


Depth 
Feet 


32 


109-113 


33 


113-117 


34 


117-121 


35 


121-126 


36 


125-128 


37 
38 


128-132 
132-136 


39 


136-138 


40 


138-142 


41 


142-146 


42 


146-150 


43 


150-155 


44 


156-158 


45 
46 


158-162 
162-166 



Character of Material 



47 166-170 

48 170-173 



49 
50 
51 
62 

53 

54 
55 
56 
57 
58 
59 
60 
61 
62 
63 
64 
65 
66 
67 
68 
69 
70 
71 
72 
73 
74 
75 
76 
77 
78 
79 
80 
81 
82 
83 



173-177 
177-181 
181-185 
185-189 

189-193 
193-197 
197-202 
202-204 
204-206 
206-211 
211-215 
215-219 
219-223 
223-228 
228-232 
232-236 
236-240 
240-245 
245-250 
250-253 
253-257 
257-261 
261-265 
265-269 
269-274 
274-276 
276-280 
280-289 
289-293 
293-298 
298-304 
304-308 
308-312 
312-316 
316-322 



White and light yellow gravel: coarse 15 per cent.; fine 5 per cent.; 

sand: coarse 15 per cent.; medium 45 per cent.; fine 20 per cent. 
White and light yellow gravel: coarse 5 per cent.; fine 5 per cent.; 

sand: coarse 15 per cent.; medium 45 per cent.; fine 30 per cent. 
White and light yellow gravel 5 per cent. ; sand : coarse 10 per cent. ; 

medium 30 per cent. ; fine 55 per cent. 
White and light yellow sand : coarse 5 per cent. ; medium 25 per cent. ; 

fine 70 per cent. 
White and light yellow sand: coarse 5 per cent. ; medium 10 per cent.; 

fine 85 per cent. 
Light brown sand: fine 65 per cent.; superfine 35 per cent. 

'* " sand: medium 10 per cent.; fine 70 per cent.; super- 

fine 20 per cent. 
Light brown sand: medium 10 per cent.; fine 75 per cent.; super- 
fine 15 per cent. 
White and light yellow sand: coarse 25 per cent.; medium 50 per 

cent.; fine 25 per cent. 
White and light yellow sand: coarse 30 per cent.; medium 50 per 

cent.; fine 20 per cent. 
White and light yellow gravel: coarse 5 per cent.; fine 5 per cent.; 

sand: coarse 35 per cent.; medium 50 per cent.; fine 5 per cent. 
White and light yellow gravel: coarse 35 per cent.; fine 10 per cent.; 

sand: coarse 20 per cent.; medium 20 per cent.; fine 15 per cent. 
White and light yellow gravel: coarse 75 per cent.; fine 10 per cent.; 

sand: coarse 10 per cent.; medium 5 per cent. 
Yellow green clay mixed with sand and gravel compacted, heaty odor 
** '* gravel: coarse 25 per cent.; fine 10 per cent.; sand: 

coarse 35 per cent.; medium 20 per cent.; fine 10 per cent. 
White and light yellow gravel: coarse 60 per cent. ; fine 20 per cent. ; 

sand: coarse 10 per cent.; medium 10 per cent. 
White and light yellow gravel : coarse 40 per cent. ; fine 20 per cent. ; 

sand : coarse 20 per cent. ; medium 20 per cent. 
Gray fine sand; mica fiakes; traces of clay 

<i •• 14 44 44 44 44 44 

" " and medium sand; sandstone; traces of clay 
Light gray gravel 5 per cent.; sand: medium 60 per cent.; fine 

35 per cent. 
Light gray medium and fine sand 

•4 44 44 44 44 41 

44 41 44 41 44 41 

Black peat mixed with soft black clay 

Dark gray medium and fine sand ; peat 

Steel gray hard clay 

Gray medium and fine sand; mica fiakes; nearly white when dry 



gravel 5 percent.; medium and fine sand; sandstone; peat 
sand: coarse 10 percent.; medium 70 per cent.; fine 20 per cent. 

70 

70 

70 

70 

70 







10 *• • 






10 " ' 






10 " • 






10 •• ' 






10 " • 


Black hard clay 




44 44 


44 




Gray fine and medium sand 





4. 20 " • 




44 20 •• • 




44 20 " • 




4. 20 " • 




44 20 •• * 



Black hard clay 
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TABLE 15 (Cofitinued) 

Well 8 (Continued) 



Sam- Depth 
PLB Fkbt 



Character of Material 



84 322-328 

85 328-334 

86 334-337 

87 337-338 

88 338-340 

89 340-343 

90 343-349 

91 349-355 

92 355-361 

93 361-367 

94 367-373 

95 373-379 

96 379-384 

97 384-390 

98 390-396 

99 396-402 

100 402-408 

101 408-414 

102 414-420 

103 420-126 

104 426-432 

105 432^40 

106 440-447 

107 447-452 

108 452-458 

109 458-461 

110 461^68 

111 468-174 

112 474-480 

113 480-486 

114 486-492 

115 492^98 

116 498-504 

117 504-510.5 

118 510.5-517 

119 517-522 

120 522-628 

121 528-536 

122 536-541 

123 541-546 

124 546-552 

125 5.52-558 

126 558-564 

127 564-570 

128 570-576 

129 576-586 

130 586 -588 

131 588-594 

132 594-600 

133 600-606 

134 606-610 

135 610-613 

136 613-618 

137 618-622 

138 622-628 

139 628-634 

140 634-640 

141 640-646 

142 646-652 

143 652-6.58 

144 658-663 
146 663-668 

146 668-675 

147 675-680 

148 680-685 

149 685-691 

150 691-695 



Gray medium and fine sand 

Pine gray micaceous sand 
<< it II <i 

Bluish gray hard clay 

*• '• peat 

Pine gray micaceous sand 
• • it •• tt 

Medium gray sand; pyrites; peat 
Pine and medium gray sand; peat 
gray micaceous sand 



4t 
<< 
<4 



H 
11 



• t 



traces of gray clay 



Grayish black clay stratified with sand and peat (compact); pyrites 
Fine gray sand; plastic gray clay; peat 
" " '* traces of clay 
micaceous sand 



<• 



It 
II 
•I 
II 



It 
II 
<« 



peat 



traces of clay 
peat 

Hard black clay 

Pine gray sand ; peat; pyrites 
traces of clay 



II 
i( 



Hard black clay 

Pine gray sand 
II ti It 

and medium gray sand 



'* gray sand; soft black clay; i)eat; pyrites 

" ** micaceous sand 
Hard black clay 
Pine and medium gray sand 



Hard black clay; pyrites 

Grayish black clay stratified with peat and sand, compact; pyrites 

Pine gray micaceous sand 

and medium gray sand; pyrites 

gray sand; peat 

micaceous sand 



ti 
II 
<i 
• I 
i« 
II 
•I 
•I 
II 



II 
It 



41 



11 
II 



II 
14 



traces of clay 
> I 1 1 It 

peat 

traces of clay 
ti It •• 



Soft light gray clay stratified with peat; peat and pyrites 

" brownish gray clay; pyrites 
Hard *' " " peat and pyrites 

Pine gray micaceous sand 



II 
II 
(I 
«i 
11 



It 
•I 
II 
It 
<• 



II 
II 
II 



II 
II 
II 

14 



traces of clay 
traces of clay 



Hard black clay; peat and pyrites 
Pine gray micaceous sand 



It 
II 



II 
II 
II 



II 
II 

II 



II 
II 
1 1 



traces of clay 
pyrites 



Gray clay stratified with peat and sand; pyrites 
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TABLE 15 (Continued) 

Well 8 (Concluded)' 



Sam- Depth 
PLB Pbst 



Character of Material 



151 

152 

153 

154 

155 

156 

157 

158 

159 

160 

161 

162 

163 

164 

165 

166 

167 

168 

169 

170 

171 

172 

173 

174 

175 

176 

177 

178 

179 

180 

181 

182 

183 

184 

185 

186 

187 

188 

189 

190 

191 

192 

192b 

193 

194 

195 

196 

197 

198 

199 



695-702 
702-708 
708-715 
715-721 
721-727 
727-733 
733-739 
739-745 
745-750 
750-766 
756-762 
762-768 
768-774 
774-780 
780-785 
785-790 
790-795 
795-800 
800-805 
805-810 
810-816 
816-820 
820-825 
825-830 
830-835 
835-840 
840-845 
845-851 
851-855 
855-860 
860-868 
868-873 
873-876 
870-882 
882-885 
885-887 
887-889 
889-S91 
89.1-897 
897-900 
900-904 
904-906 
904-906 
906-909 
909-914 
914-917 
917-919 
919-926 
920-930 
930-931 



Pine gray sand 



• < 






pyrites 
traces of clay 
peat 

peat; traces of clay 



pyrites 

soft gray clay 10 per cent, 
pyrites 

traces of clay 

*' " gravel; pyrites 

•• •• clay 
t< (I •> 

pyrites; peat 



pyrites 

soft gray clay 10 per cent, 
and medium gray sand 

" pyrites 

' traces of clay 

gray sand; soft gray clay; pyrites 

peat 

• pyrites 

Medium hard light gray clay 
" and fine gray sand 

hard light gray clay; saoie as No. 199 
Pine gray sand; traces of clay 

Hard light gray clay mixed with sand and fine gravel 
Pine gray sand; soft gray clay; pyrites 
Hard brownish black clay 
Medium hard light gray clay 

" •* ** " mixed with sand and fine gravel 

Hard brownish gray and brownish black clay 
Pine and superfine gray sand; traces of clay 






" 90 per cent.; coarse gravel 10 per cent. 
Coarse gray gravel 
Pine and superfine gray sand; traces of clay 

gray sand; soft gray clay 10 per cent. 

and medium gray sand; traces of clay 

gray sand; traces of gravel 
J. it •• «• •• 

tt ti •• >• •< 

Mixture of soft light gray clay with sand and fine gravel 
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TABLE 15 (Continued) 



Classification of Samples from Test-well 192, West 

South Haven, Long Island. Well 100 Feet in 

Depth, 2 Inches in Diameter. Elevation, 

B. W. S. Datum: Surface of 

Ground, 36.7 



Sam- 


Dbptm 


Character of Material 


ple 


F«BT 




1 


0-0.5 


Gravelly loam 


2 


0.5-5 


Gravel: coame 30 per cent.; fine 30 per cent.; yellow rock flour 
40 per cent. 


3 


6-12 


Gravel: coarse 30 per cent. ; fine 30 per cent.; yellow medium sand 
40 per cent. 


4 


12-19 


Pine gravel 60 per cent.; yellow coarse sand 40 per cent. 


6 


19-21 


10 " •• " sand: coarse 60 per cent. ; medium 
40 per cent. 


6 


21-33 


Yellow sand: coarse 60 per cent.; medium 40 per cent. 


7 


33-40 


<• ii •• ftn (i << •• Af\ •• <• 


8 


40-47 


Fine gravel 60 per cent.; yellow coarse sand 40 per cent. 


9 


47-64 


• • <• an «t (< •! •• •• Af\ <4 •• 


10 


54-59 


Fine gravel 20 " " " sand: coarse 40 per cent.; medium 
40 per cent. 


11 


69-66 


Yellow sand: coarse 50 per cent.; medium 50 per cent. 


12 


66-72 


.< IJQ .. .. .. ^ .. 


13 


72-79 


.< gQ .. .. .. 5Q .. .. 


14 


79-83 


" coarse sand 100 " " 


16 


83-89 


" sand: medium 50 " " fine 60 " " 


16 


89-96 


•• coarse 50 " " medium 50 " " 


17 


95-99 


" medium 50 *' " fine 50 '* " 



Classification of Samples from Test-well 342, North 

Moriches, Long Island. Well 99 Feet in Depth, 

2 Inches in Diameter. Elevation, B. W. S. 

Datum: Surface of Ground, 29.2; 

Ground-water, 15.1 



Sam- 
ple 



12 

13 

14 
15 
16 



Depth 
Feet 



1 

2* 
3* 


0-0.5 
0.5-7 
7-14 


4 
5* 


14-21 
21-28 


6 


28-34 


7 

8 

9 

10 

11 


34-41 
41-48 
48-65 
55-62 
62-69 



69-75 

75-81 

81-87 
87-94 
94-99 



Character of Material 



Rich yellow fine sandy loam 

Yellow sand: coarse 40 per cent.; meiium 60 pe 

Fine gravel 40 per cent.; yellow sand: coarse 40 

20 per cent. 

Yellow sand: coarse 40 per cent.; medium 60 per cent. 
Pine gravel 40 per cent. ; yellow sand: coarse 40 per cent.; 

20 per cent. 
Fine gravel 40 per cent.; yellow sand: coarse 40 per cent.; 

20 per cent. 
Yellow sand: medium 60 per cent.; fine 40 per cent. 



20 per cent. 

bIIow sand: medium 60 per cent.; fine 40 pe 
• • •• *• gQ «• •• •• 40 *' 

'* " coarse 60 oer cent.: medium 40 



medium 

medium 
medium 



'* " coarse 60 per cent.; medium 40 

Brown sand: medium 60 per cent.; fine 40 pi 
" " coarse 20 per cent.; —-'«"•-« 

per cent. 



per cent. 

per cent, 
ent. 
per cent.; 



coarse 60 per cent.; medium 40 per cer 
medium 60 per cent.; fine 40 per cent, 
coarse 20 per cent.; medium 60 per 
^ler ccni. 
Yellow sand: coarse 20 per cent.; medium 60 per cent.; 

per cent. 
Yellow sand: coarse 20 per cent.; medium 60 per cent.; 

per cent. 
Yellow sand: coarse 60 per cent.; medium 40 per cent. 

*' " fine 40 per cent.; superfine 60 per cent. 

Yellow sand: coarse 20 per cent.; medium 60 per cent.; 
per cent. 



fine 20 
fine 20 
fine 20 

fine 20 



Record 



"^Samples 2, 3 and 5 missing; material of these samples classified from "Boring 
I >• 
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TABLE 15 (Continued) 

Classification of Samples from Test-well 332, East 

Eastport, Long Island. Well 100 Feet in Depth, 

2 Inches in Diameter. Elevation, B. W. S. 

Datum : Surface of Ground, 52.4 

■ ... — ■ 

Sam- Depth Character of Material 

PLE Fbet 



Rich yellow sandy loam 

Yellow sand: coarse 40 i>er cent.; medium 60 per cent. 

Pine gravel 40 per cent.; yellow coarse sand 60 per cent. 

40 " " sand: coarse 30 per cent. ; medium 

30 per cent. 
Yellow sand 40 per cent. ; medium 60 per cent. 
White with pale yellow sand: coarse 50 per cent.; medium 50 per 

cent. 

White with palo yellow fine sand 100 per cent. 
It It •• •• <• t< 1 f\(\ • ' • ' 

" '* *' sand: medium 50 per cent. ; fine 50 per cent. 

It << ■> it It tt c r\ < • < < • < K(\ • • ** 

coarse sand 100 per cent. 

sand : medium 50 per cent. ; fine 50 per cent. 

ti' It II it tt tt fii\ ** * * * * '^O 

it It ti It ti II e rj It 1 1 1 1 erk 

tt It tt >i II II I'n It It It er| 

ti II II It It II e A II 1 1 ■ 11 e /\ 
II It II It II II e|\ It 11 It an 



1 


0- 0.5 


2 


0.5- 6 


3 


6-12 


4 


12-18 


5 


18-25 


6 


25-32 


7 


32 - 38 


8 


38-45 


9 


45-52 


10 


52-58 


11 


58-64 


12 


64-70 


13 


70-76 


14 


76-82 


15 


82-88 


16 


88-94 


17 


94-100 



Classification of Samples from Test-well 337, North 

Westhampton, Long Island. Well 100 Feet in 

Depth, 2 Inches in Diameter. Elevation, 

B. W. S. Datum : Surface of Ground, 

57; Ground-water, 15.5 



Sam- Depth Character of Material 

PLE Feet 



1 - 0.5 Gray medium sandy loam 

2 0.5- 6 Yellow sand: medium 50 per cent.; fine 50 per cent. 

3 6-13 Fine gravel 10 per cent.; pale yellow sand: coarse 50 per cent.; 

medium 40 per cent. 

4 13-19 Pale yellow and white sand: coarse 50 percent.; medium 50 per cent. 

5 19-26 " " •• 50 " " •• 50 '* 

6 26-34 *• 50 " " " 50 " 

7 34-42 " 50 " •• •• 50 " 

8 42-48 Fine gravel 10 per cent.; white with pale yellow sand: coarse 60 

per cent.; medium 30 per cent. 

9 48-55 White with pale yellow sand: coarse 50 per cent. ; medium 50 per cent 
10* 55-61 " " 50 " '* ** 50 " *• 

11 61-67 " 50 " " *• 50 " " 

12 67-72 Fine gravel 30 per cent.; white and pale yellow sand: coarse 30 per 

cent.; medium 40 per cent. 

13 72-80 White with pale yellow sand: medium 50 percent. ; fine oOpercent. 

14 80-86 •• " ' coarse 50 per cent.; medium 50 per cent. 

15* 86-93 '* 50 ** " " 50 " " 

16 93-100 Fine gravel 20 per cent.; white with pale yellow sand: coarse 

40 per cent.; medium 40 per cent. 

*Samples 10 and 15 are missing; classification made from "Boring Record " 
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TABLE 15 {Concluded) 

Classification of Samples from Test-well 341, North 

QuoGUE, Long Island. Well 89 Feet in Depth, 2 

Inches in Diameter. Elevation, B. W. S. 

Datum: Surface of Ground, 69; 

Ground-water, 15.7 



Sam- 
ple 



Depth 
Fbet 



Character or Material 



1 
2 
3 

4 

5 

6 

7 

8 



10 

11 

12 

13 

14 

15 



0-0.6 
0.5 - 6 
6-12 

12-19 
19-26 
26-34 
34-38 
38-46 
46-52 
52-58 
58-64 
64-70 
70-76 
76-82 
82-88 



Yellow medium sandy loam 

" sand: coarse 40 per cent. ; medium 60 percent.; trace of loam 
Pine gravel 20 per cent. ; yellow sand: coarse 40 per cent.; medium 

40 per cent. 
Yellow sand: coarse 40 per cent.; medium 60 per cent. 

Pine gravel 40 per cent.; yellow coarse sand 60 per cent. 
Yellow sand: coarse 60 per cent.; medium 40 per cent. 

t < 4 1 1 • Ark • • 11 It An II 11 

«« II II an II li (I 40" " 

Pine gravel 40 per cent.: yellow coarse sand 60 per cent. 
Yellow sand: medium 60 per cent.; fine 40 per cent. 

ii ti II tKI\ " '* " Al\ " " 

" " coarse 60 per cent.; medium 40 per cent. 

Pine gravel 40 per cent.; yellow coarse sand 60 per cent. 
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APPENDIX 4 

DEVELOPMENT OF SURFACE AXD GROUND- 
WATERS OF WESTERN LONG ISLAND FOR THE 
SUPPLY OF THE BOROUGH OF BROOK- 
LYN, WITH HISTORICAL NOTES ON 
THE RIDGEWOOD SYSTEM AND 
OTHER WORKS 

BY WILLIAM W. BRUSH, ASSISTANT ENGINEER 

In making the investigations on Long Island for an ad- 
ditional water-supply for New York City, the existing works 
now supplying the Borough of Brooklyn have been carefully 
studied. These works represent the largest development of 
ground-water in this country, and the experience that has 
been gained in their construction and operation is invaluable 
in designing the proposed Suffolk County system. Much of 
the data that has been collected is set forth in the following 
pages, with a brief historical sketch of the Brooklyn works. 
All this information has been obtained through the courtesy 
of the Department of Water Supply, whose engineers have 
freely given access to all their records and plans. 

HISTORY OF BROOKLYN WORKS 

The construction of a public water-supply system for 
Brooklyn was commenced in 1855, and the works were put in 
operation in the latter part of 1858. Prior to the installation 
of the water-works, a water-supply was obtained from domes- 
tic wells and cisterns within the city limits, which drew their 
supply from the underlying sands and gravels. The construc- 
tion of the new works was the outcome of agitation covering 
many years, and several formal reports were made on the 
question of a water-supply prior to the commencement of 
work in 1856. 

The Ridgewood System 

The Nassau Water Company was formed to construct and 
operate the new works, the citv being: a stockholder in the 
company. In 1857 the entire rights and interest of the com- 
pany were acquired by the city, and the work was completed 
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by the municipality in general accordance with the original 
plans. 

The system was built under one contract, which included 
the distribution system, distributing reservoirs at Mt. Pros- 
pect and Ridgewood, the two pumping-stations to deliver water 
into these reservoirs, a brick conduit from Ridgewood to Baise- 
ieys pond and the extension of the conduit as an open canal 
east of Baiseleys for a sufficient distance to insure a daily sup- 
ply of 20 million New York gallons. This system, together 
with subsequent extensions, is now known as the " Ridgewood 
system." 

During the construction of the works it was decided to 
change the open canal east of Baiseleys to a closed brick con- 
duit, which is now designated as the ** old conduit " of these 
works. The collecting works as originally constructed consisted 
of the Baiseleys, Simonsons, Clear Stream, Valley Stream, 
Pines and Hemipstead ponds, with branch brick conduits con- 
necting these ponds with the main brick conduit built between 
Ridgewood engine-house and Hempstead pond. These ponds 
all delivered their w-aters by gravity into the main aqueduct, 
the surface of the ponds having been raised to six to eight 
feet above the original stream bed. Low earth embankments 
were built with clay core-walls across the valleys of the 
streams. The works were completed sufficiently to allow 
water to be turned into the citv mains in December, 1858, 
although the easterly end of the line was not finished until 
1861. 

The population of the city was 260,000 at the time the 
works were constructed, and the increase in consumption was 
very rapid. In 1867, when the demands of the city approached 
the capacity of the original works, the question of an in- 
creased supply was agitated. From this time on the water- 
supply of Brooklyn has seldom been more than sufficient to 
meet the actual requirements of the consumers, and frequently 
the amount of water available has been seriously inadequate, 
necessitating reduction in pressure to curtail the consumption. 

In 1870 the construction of the Hempstead storage reser- 
voir was commenced, and this work was practically completed 
in 1874. Before the reservoir was finished, however, it was 
found necessary to establish emergency stations at Smiths 
pond and Watts pond to lift the waters of these ponds into 
the aciueduct. These stations were in service in 1872. The 
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Smiths Pond plant was made a permanent station in the fol- 
lowing year, but the Watts Pond station did not form a part 
of the permanent works until 1881, when this station and a 
similar one, constructed at Springfield pond, were placed in 
operation. 

The Spring Creek and Baiseleys driven-well stations, which 
were the first ground-water plants to be used in connection 
with the system, were commenced in 1882 and completed in 
1883. In 1884 the construction of the Forest Stream and 
Clear Stream driven-well stations were begun, and these were 
put into operation in 1885. The Jameco driven-well station 
was built in 1892, south of the Baiseleys pond, under a con- 
tract made in 1888. 

In 1889 the extension of the Ridge wood system, includ- 
ing new collecting works east of Rockville Center, was author- 
ized. The plan adopted included the enlargement of the 
Ridgewood reservoir by constructing Basin 3; the building of 
a new pumping-station at Ridgewood, located on the south 
side of Atlantic avenue ; the laying of a 48-inch cast-iron pipe 
conduit from Ridgewood pumping-station to Millburn engine- 
house, and a 36-inch cast-iron pipe conduit from the brick 
conduit at Smiths pond to the Millburn reservoir; the con- 
struction of Millburn reservoir, the Millburn engine-house, 
and a brick conduit from Millburn engine-house to Massape- 
qua; and the construction of five supply ponds, designated as 
ATillburn, East Meadow, Newbridge, Wantagh and Massa- 
pequa. The ^Millburn pond was planned to deliver its waters 
directly into the pump-well at the Millburn station, the other 
four ponds were to deliver their supply by gravity into the 
brick conduit which carries tlie water to the Millburn station, 
where it is pumped to Ridgewood. These works were com- 
pleted sufficiently to be utilized in 1891. 

While this extension of the water-works added approx- 
imately 30 million gallons daily of surface-water to the sup- 
ply, this addition was only sufficient to meet the demands of 
the city up to 1894. In this year an additional driven-well 
station was constructed at the Spring Creek site and driven 
wells were put in at Watts pond. In this year also a con- 
tract was made for an additional supply of not less than 25 
million gallons daily of ground-water from not more than five 
driven-well stations east of Millburn, and a station east of 
Freeport, south of the East Meadow pond, was constructed at 
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once. Pumping was conimenced in January, 1895, but the sta- 
tion had to be abandoned in the early part of 1896 owing to 
the infiltration of saU water, and was relocated about 600 feet 
north of the original site. In 1894 the increase in population 
on the drainage area of Baiseleys stream made it necessary to 
abandon this source of supply. During the same year the Mt. 
Prospect Tower service, for the high-ground around Prospect 
park and Greenwood cemetery, was put into operation. 

It had been decided that it would be necessary to estab- 
lish four stations, in addition to that at the East Meadow pond, 
in order to furnish the 25 million gallons daily of ground-w^ater 
called for from the new watershed. The five stations, known 
as Agawam, Merrick, Matowa, Wantagh and Massapequa, 
were all in operation in 1896. These stations were all located 
a little south of the supply ponds on the new watershed, with 
the exception of the Merrick station, which was about midway 
between the East Meadow and Newbridge ponds. In the same 
year, a deep well plant was installed at Spring creek and an- 
other at Jameco station. 

In 1897 the increase in pollution of the Springfield stream 
necessitated its abandonment, and a system of deep wells was 
constructed at this point and put into service at the end of the 
year. In the same year, the Shetucket and Oconee deep well 
plants were also constructed. 

It was decided, in 1900, to construct filter plants to utilize 
the polluted waters of Baiseleys and Springfield streams, and 
these plants were ready for operation in 1901, but were not 
finally completed and accepted until 1903. 

In 1903 the contract for the Wantagh infiltration gallery 
was let, and also a contract for filter-beds to purify the waters 
of Horse brook, the feeder of the Hempstead storage reser- 
voir, which had been cut oflF in 1902 on account of the pollu- 
tion of the stream. In 1904 a contract was made for the con- 
struction of filters for the Simonsons stream. In 1905 the 
contract for the Massapequa infiltration gallery was let, and 
work was commenced on the emergency driven- well stations 
at Aqueduct, St. Albans and Rosedale. These stations were 
required to increase the supply, which was seriously deficient 
in the summer and fall of that year. The Shetucket deep well 
plant, which, since 1899, had shown high chlorine from infil- 
tration of salt water, was abandoned in 1905. 

The three emergency stations in the old watershed, together 
with one at Seaford which drew its supply from the completed 



BROOKLYN SUPPLY 261 

section of the ^Massapequa infiltration gallery, were completed 
in 1906. In the same year, a new deep well plant was estab- 
lished at the Xew Lots station, and a contract was made to 
increase the deep well supply at Jameco by means of the air 
lift system. The contracts for the Canarsie driven-well plant 
were also let this vear, but the station has not vet been com- 
pleted. 

In 1907, the Woodhavcn, Shetucket and }iIorris Park shal- 
low well plants were completed, and work was started on the 
Lvnbrook and Baldwin stations. A contract was also made 
with S. W. Titus for 10 to 20 million gallons of water per day, 
from two driven-well plants located within certain limits in 
or near the Borough of Brooklyn. Work on these plants has 
been commenced, and one of them, which is located on Sixth 
street between Third and Fourth avenues, is in operation. The 
second plant, at the junction of Metropolitan avenue and Trot- 
ting Course lane, near Glendale, Long Island, is under con- 
struction. 

Other Water- Works 

In addition to the supply from the Ridgewood system, 
water is delivered to Brooklyn borough from several small 
driven-well stations in the 26th, 29th, 30th, 31st and 32nd 
wards, which were originally separate municipalities known as 
the towns of Xew Lots, Flatbush, New Utrecht, Gravesend 
and Flatlands. The New Utrecht Water Company supplied a 
part of both Gravesend and New Utrecht, their works being 
constructed in 1880 and purchased by the city in 1895. The 
works of the Flatbush Water Company were built in 1882, 
and are still owned and operated by the company. The system 
supplying New Lots was owned by the Long Island Water 
Supply Company and was established in 1884, the works being 
purchased by The City in 1900. The town of Gravesend built 
the Gravesend station in about 1892 as part of the sewerage 
system, and it became part of the city's system in 1895, after 
the annexation of Gravesend. The Blvthebourne Water Com- 
pany still supplies a portion of the 30th ward from works 
constructed in 1891. The German- American Company, which 
supplies a small portion of the 26th ward, constructed its 
works in 1891, and still owns and operates the plant. These 
were all driven-well plants for the collection of ground-water. 

Table 16 gives, in chronological order, the development of 
the system, including both private and municipal works. 
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TABLE 16 

Sources of Water-Supply for Borough of Brooklyn, 

With Date of Utilization 

Date of 
Source of Supply Utilization 

Baiseleys, Simonsons, Clear Stream, Valley 

Stream, Pines and Hempstead ponds 1858 to 1860 

Smiths Pond station and Watts Pond temporary 

station 1872 

Schodack brook 1873 

Hempstead storage reservoir 1874 

New Utrecht Water Company's well station... 1880 

Springfield Pond and Watts Pond stations 1881 

Flatbush Water Company's well stations 1882 

Spring Creek and Baiseleys well stations 1883 

New Lots well station of the Long Island Wa- 
ter Supply Company 1 884 

Forest Stream and Clear Stream well stations. . 1885 

Millburn, East Meadow, Newbridge, W^antagh 
and Massapequa ponds, German-American 
Real Estate Company and Blythebourne 

Water Company's driven-well stations 1891 

Jameco well station, Gravesend well station .... 1892 

Spring Creek new well station and Watts Pond 

well station 1894 

Freeport well station 1895 

Spring Creek and Jameco deep well plants, 
Agawam, Merrick, Matowa, Wantagh and 

Massapequa well stations 1896 

Oconee, Shetucket and Springfield deep well 

stations 1898 

Baiseleys and Springfield filters 1903 

Hempstead filters 1904 

Forest Stream filters and Wantagh infiltration 

gallery 1905 

New Lots deep wells. Aqueduct, St. Albans and 
Rosedale well plants, and Massapequa infil- 
tration gallery 1906 

Woodhaven and Morris Park well plants and 

Shetucket shallow well plant 1907 



r^ 
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Of the sources of supply given in this table, the follow- 
ing have been abandoned on account of pollution and infil- 
tration of sea-water: 

In 1894, Baiseleys pond 

1895, Freeport well station 
1897, Springfield pond 

1902, Horse brook (feeder to Hempstead storage res- 
ervoir) 
1904, Simonsons pond 
" 1905, Clear Stream pond and Shetucket deep well sta- 
tion 



The surface supplies were polluted by the population on 
their watersheds, and were subsequently utilized by the con- 
struction of filter-plants, with the exception of the Clear 
Stream pond. The well stations were permanently abandoned 
because of the entrance of salt water from the south shore 
bays which cannot be removed from the supplies. 

DESCRIPTION OF RIDGEWOOD SYSTEM 

The Ridgewood system is by far the most important of 
the works supplying Brooklyn borough with water, and this 
system is to be briefly described in the following pages. 

CHARACTER OF WATERSHED 

The drainage area tributary to the Ridgewood system ex- 
tends from the borough limits easterly to approximately the 
Suffolk County line. The watershed is bounded on the south 
by the marshes and tide-waters of Jamaica and Hempstead 
bays, and on the north by the ground-water summit which, 
in a general way, follows the surface divide. 

The northerly portion of the watershed within the hills, 
which represent the terminal moraine of the great North 
American glacier, is covered by a rather fine, compact and 
somewhat impervious soil. The greater part of the watershed 
is within the broad sandy plain, which gently slopes from 
the hills in the central part of the island southerly to tide- 
water. The surface soil covering is usually light and very 
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pervious, and ordinarily overlies coarse yellow sands and 
gravels, said to be of glacial origin. Below these occur gray 
sands and gravels separated by strata of clay of varying 
thickness which extend to bed-rock at a depth of 500 to 1100 
feet or more. The borings show that these clay beds are 
not continuous; some of them cover several square miles in 
area and others are of verv limited extent. 

The upper limit, or surface, of the saturated sands and 
gravels is shown on Sheet 1, Ace. 5530, which has been re- 
drawn on the B. W. S. datum from the report of the Burr- 
Hering-Freeman Commission. All the sands and gravels be- 
low this surface of saturation are filled with ground-water, 
and the southerly slope of this surface of approximately 10 
feet to the mile shows the general direction of ground-water 
movement. The water under the clay beds near the shore 
line usually rises to a hight of about five feet above the sur- 
face of the ground-water in the surface sands, probably due 
to the greater pressure against which the deeper ground- wa- 
ter has to discharge. There are places in Jamaica and Hemp- 
stead bays where the discharge from the sands forms fresh- 
water pools, and it is stated that the water is sufficiently fresh 
to be palatable. As the water in the deeper strata must dis- 
charge into the sea at some depth below its surface, the extra 
weight of the salt water would cause this increased head or 
artesian condition. 

COLLECTING WORKS 

The collecting works of the Ridgewood system are situated 
on the southerly limits of the watershed just north of the 
salt marshes and the heads of the salt-water estuaries of the 
creeks entering the south shore bays. These works intercept 
both the surface flow of the streams and the southerly mov- 
ing ground-waters in the water bearing lands and gravels. 

Surface Supply 

All streams on the watershed having a dry weather flow 
of over a million gallons a day have been utilized. Small 
supply ponds have been constructed on these streams and the 
water has been delivered into the conduit lines either by 
gravity or by means of pumping-plants. The elevation of the 
waste-weir of each of these ponds, the area and storage ca- 
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pacity at this elevation, and the area of each tributary water- 
shed, are given in the table below: 

SUPPLY PONDS AND STREAMS OP RIDGEWOOD SYSTEM 



Stream 
OR Pond 



Elevation 
OF Waste- 
Weir 
Peet 
B. W. S. 
Datum 



Elevation 

OF Lowest 

Point of 

Draft 

Feet 

B. W. S. 

Datum 



Area of 
Pond at 
Elevation 
OF Waste- 
Weir 
Acres 



Available 

Capacity 

OF Pond 

AT This 

HiGHT 

Million 
Gallons 



Area of 
Tributary 
Watershed 

Square 

Miles 



Baiseleys pond 11.3 

Springfield pond 6.8 

Simonsons pond 18.7 

Clear Stream pond 14.9 

Valley Stream pond. . . 16.3 

Watts pond 8.3 

Pines pond 15.4 

Schodack brook ... 

Hempstead storage. . . . 32.2 

Hempstead pond 13.9 

Smiths pond 6.8 

Total 

Millburn pond 8.3 

East Meadow pond. . . . 9.4 

Newbridge pond 10,2 

Wantagh pond 11.4 

Massapequa pond 12.0 

Total ... 



OLD WATERSHED 

6.1 40.0 

1.7 7.3 

13.1 8.8 

10.2 1.1 
10.6 17.8 

2.8 3.4 
9.6 8.0 



13.2 

8.4 
0.3 



237.6 
23.5 
27.3 



NSW WATERSHED 

4.0 13.6 

3.8 16.2 
4.2 8.9 

4.9 10.1 
7.4 14.6 



41.9 
7.2 
9.9 
1.0 

20.9 
3.8 
9.0 

860.6 
26.9 
41.6 

IJMAA 



11.1 
18.8 
11.4 
15.0 
17.0 



78.8 



8.3 
3.8 
6.4 
1.5 
9.5 

6.4 



17.0 



61.9 



3.5 
19.5 

3.3 
17.6 
20.7 

64.6 



1095.5 
The total surface storage corresponds to =^9.4 million gallons per square mile 



116.5 



The pollution of the surface-waters, due to increase in 
population on the watershed, necessitated the temporary aban- 
donment of five streams, viz,, Baiseleys, Springfield, Simon- 
sons, Clear stream and Horse brook, of which all but Clear 
stream, the smallest supply, have been subsequently utilized 
by filtering the water. The flow of Clear stream was indi- 
rectly utilized by the Clear Stream driven-well station. 

Hempstead pond will not deliver water at sufficient eleva- 
tion to flow into the conduit at the hydraulic gradient usually 
maintained at the east end of the conduit, and the water 
from this pond flows into Smiths pond below and is pumped 
at the Smiths Pond station. 

No continuous gagings of these surface streams have been 
made, but several series of measurements have been taken 
during periods of drought. On the new watershed, the gag- 
ings were made prior to any ground-water development; but 
on the old watershed the ground-water had been partially 
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developed prior to 1888, although not to a sufficient extent 
to materially affect the surface flow. The subsequent collec- 
tion of a large ground-water supply has reduced the flow of 
the surface streams, and this flow will be still further reduced 
by the proposed additional ground-water works. 

The dry weather yield of the streams and ponds, as shown 
by the gagings, is given in the table below: 

MINIMUM FLOW OF STREAMS. IN MILLION GALLONS DAILY 



Stream 
OR Pond 



1856 AND 

1857 



June 1 

TO 

October 15. 
1883 



September 19 

TO 

October 12. 
1885 



August 30 

to 

Octorbr 5, 

1894 



Baiseleys 

Springfield 

Simonsons 

Clear stream 

Valley stream and Watts'! 

I)ond ] 

Pines pond 

Schodack brook 

Hempstead pond 1 

Hempstead storage res- ^ 

ervoir [ 

Smiths pond j 

Millburn 

Bast Meadow 

Newbridge 

Wantagh 

Massapequa 



old watershed 



2.9 
0.6 
1.8 
0.7 

2.3 

2.5 



7.3 



NEW WATERSHED 

1.9 
5.2 
1.2 

3.4 
3.1 



1.3 



1.9 

1.1 
0.7 



7.1 



4.2 



2.0 
0.2 

1.3 

0.6 
1.0 



8.0 



The estimated yield of the surface streams during periods 
of normal rainfall, with continuous operation of the ground- 
water stations, has been shown in Table 1, page 63, and the 
actual yields of the surface streams for 11 years are shown 
in Appendix 1, in discussing the yield of the Long Island wa- 
tersheds. The present safe yield of these streams is less than 
that shown by the gagings because of the diversion of water 
from the streams by the ground-water collecting works. 

The construction of the Millburn reservoir was included 
in the original plans for developing the surface supply east 
of Rockville Center, it being intended to utilize this reservoir 
to store a portion of the surface flow during wet seasons, 
and draw on stored waters during periods of drought. The 
reservoir was not water-tight, and it has been impossible to 
use it since its completion, about 1893. There appears to be 
no justification for any further outlay on this structure as 
it is both unnecessary and inadvisable to make it a part of 
the present Ridgewood system. 
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Since the construction of the ground-water collecting 
works in the new watershed, both surface and ground-waters 
have been delivered to the Millburn pumping-station, and 
these mixed supplies would be stored in the Millburn reser- 
voir if it were to be used now. The experience of the past 
10 years has, however, shown that it is inadvisable to attempt 
the storage of ground and surface-waters in open reservoirs. 
Mixed waters that have been thus stored elsewhere in the 
Ridgewood system frequently become unsatisfactory to the 
consumers on account of the rapid development of micro- 
scopic organisms, which impart to the water an offensive taste 
and odor, although the organisms are not apparently detri- 
mental to health. For this reason the Millburn reservoir 
should not be utilized unless it is to be covered, and the cost 
of a covered reservoir is prohibitive. 

The amount of surplus water in the new watershed that 
could really be utilized by the Millburn reservoir for a com- 
plete development of the underground supply is extremely 
small, as shown l)y the record of waste during the years 1SX)6 
and 1907, on Sheet 50, Ace. LJ 186. Of the waste recorded, 
363 million gallons were due to the pollution of the East 
Meadow stream from July 29 to September 15, 1906, and the 
consequent cutting out of the stream from the supply during 
this period. In November of 1907, 17 million gallons were 
also wasted for the same reason. After making this correc- 
tion in the waste recorded, the remaining waste on the new 
watershed amounted to only 169 million gallons in 1906 arid 
145 million gallons in 1907, or an average of 0.43 million 
gallons daily for the two years. 

The surface formation of western Long Island is not fa- 
vorable to the economic development of surface storage 
for water. The Millburn reservoir has already cost about 
$1,100,000, and was designed to store 373 million gallons, 
making the cost of construction nearly $3,000 per million 
gallons stored. The interest 'and sinking fund charges on 
this amount would make the cost of water obtained from 
this reservoir very high. Assimiing that the reservoir be 
filled once a year, the cost for fixed charges would be about 
$150 per million gallons, or about double the average cost of 
collecting and distributing the entire supply. The Hempstead 
storage reservoir cost about $2,000 per million gallons stored, 
and if the full contents of this reservoir be utilized each 
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year, the cost per million gallons for fixed charges would be 
about $100. 

The natural result of the increase in population on the 
watershed will be the abandonment of the surface streams 
as sources of supply, or the complete filtration of their wa- 
ters. This filtration can be economically and efficiently se- 
cured by developing the underground supply and reducing 
the amount of water entering the streams. The water which 
does reach the streams can be made to re-enter the sands 
through the beds of the streams and ponds and eventually 
reach the underground collecting works. 

Some flood flows must necessarily be lost with any eco- 
nomical system of collection, but the amount of water so lost 
would be extremely small, as shown by the actual waste from 
the new and old sheds plotted on Sheet 7, Ace. LJ 148. With 
an increase in consumption and in capacity of conduit, the 
amount of surface-water wasted would be greatly reduced. 

Ground- Water Supply 

A partial development of the groimd-waters of Long 
Island for the Brooklyn supply was first proposed in the 
original plan for the works, it being intended to construct an 
open canal east of Raiseleys pond below the ground-water level 
and allow the water to seep into the canal. The abandonment 
of this proposed canal and the substitution of a closed conduit 
eliminated any ground-water from the original system. The 
need of additional supply made it necessary, however, to util- 
ize later all sources that might be made readily available, and 
the ground- waters have, therefore, been developed from time 
to time to meet the urgent demands for additional water- 
supply. The method of development has included large open 
wells, small tubular wells connected in gangs or groups to a 
central suction main, and infiltration galleries. 

m 

Well Systems 

(See Sheets 51 and 56. Aces. LJ 187 and LJ 193) 

open wells 

At the Smiths Pond, Watts Pond and Springfield Pond 
stations, open, brick-lined, circular wells, 50 feet in diame- 
ter, were originally constructed, the bottom of the wells 
being about ten feet below the normal ground-water 
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surface. By lowering the water-level in the well, . it was 
expected that water would be drawn in from the sur- 
rounding sands and thus increase the yield at these stations. 
It was found, however, that as the water-level was lowered, 
the fine sand entered the well, undermining the sides and en- 
dangering the stability of the pumping-station building. The 
amount of water obtained, therefore, by the construction of 
these large wells has been very small. 

DRIVEN WELLS 

The first tubular wells used in connection with the 
Brooklyn supply were 2-inch wells, driven by Andrews & 
Co., in groups or gangs, under a patent covering this type 
of construction. The wells which were driven in the 
old watershed consisted of 2-inch iron pipe in 5-foot 
lengths, with a 2-inch strainer and a drive point. The strain- 
ers were about seven feet in length and were covered with 
a slotted brass gauze. The average depth to which the wells 
were driven was about 35 to 40 feet, a small hand rig being 
used, having a 150-pound hammer with an effective average 
drop of about five feet. The wells were located about 12 feet 
apart along the line of the suction mains, and were driven 
in pairs, on opposite sides of the main suction line, and about 
12 feet from the center on either side. The top of the well 
had a 2-inch by 3-inch head, with a 3-inch pipe connecting 
the well with the main suction, a valve being provided on 
each suction arm so that any individual well could be cut out 
of service. The number of wells driven at each station varied 
from 100 to 180. The general arrangement of the wells, to- 
gether with details of the point and strainer used, are shown 
on Sheet 51, Ace. LJ 187. The Spring Creek, Baiseleys, 
Jameco, Forest Stream and Clear Stream plants were origin- 
ally equipped with these wells, the first contract for the wells 
being made in 1882 and the last in 1888. 

To replace the worn out 2-inch points and strainers driven 
by Andrews & Co., the city purchased 2-inch points and 
strainers, made of galvanized-iron pipe, with holes punched 
in the pipe, covered by a thin slotted brass sheet or gauze 
The details of these strainers and points are shown on Sheet 
51, Ace. LJ 187. 

In 1894, three contracts were made for new driven-well 
plants, in both the old and new watersheds. The well in- 
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Stalled under these contracts consisted of 4^4 to 6-inch strain- 
ers and casings, sunk with open ends by means of washing 
or sand-bucketing the material from the interior of the pipe 
and allowing the well to sink by its own weight, turning the 
well to reduce the friction. The wells were provided with 
various lengths of strainers, in general being about 10 feet, 
and they were connected to the main suction pipe by a branch 
suction pipe about 1^ inches smaller than the well casing, 
with a drop suction of the same size within the casing. The 
main suction was laid approximately at right angles to the line 
of flow of the underground waters, and in both directions 
from a central receiver. Wells were driven alternately to 
tbe north and south, at intervals of from 30 to 40 feet, and 
approximately 10 feet from the main. At the Spring Creek 
station the wells were placed about 40 feet on either side of 
the central main. Sheet 51, Ace. LJ 187, gives a typical plan 
of these well systems and the details of strainers used by 
Edwards & Company in installing the Agawam, Merrick, 
Matowa, Wantagh and Massapequa stations. At these sta- 
tions the strainers were of cast phosphor bronze, ribbed type, 
as shown on the plan, with the exception of a few wells 
which had the brass pipe strainers. At Watts Pond station, 
Edwards & Company used perforated iron pipe with counter- 
sunk holes, the pipe being covered with brass gauze. The five 
stations east of Millburn, together with the Watts Pond sta- 
tion, were included in two of ihe three contracts made in 
1894, the third being for wells at the Spring Creek station, 
where an iron strainer from 7 to 14 feet in lefngth, cov- 
ered with brass gauze and surrounded with gravel, was us^d. 
The location of the wells at Spring creek is also shown on 
Sheet 51, Ace. LJ 187. 

About 1896 the Department of Water Supply commenced 
sinking wells with its own men and put* in the deep well 
plants at Jameco, Springfield, Oconee, Shetucket and Spring 
creek. The material found below the clay bed was generally 
coarser than that above, and the wells were driven with 8-inch 
casing and iron strainers. The strainers were of standard 
wrought-iron pipe, provided with a cutting shoe, made up oT 
a standard coupling cut to form V-shaped teeth, and were 
perforated with holes drilled from y% to 3/16 inch in diame- 
ter. About 10 feet of the casing were thus perforated and no 
outside covering was placed over the holes. The wells were 
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sunk by turning and washing, or sand-bucketing, the material 
from the interior of the well, the weight of the casing being 
sufficient to sink the well. The depth of these wells was usu- 
ally from 130 to 200 feet. Details of the deep well point 
used by the department are shown on Sheet 51, Ace. LJ 187. 

Since about 1902, 6-inch wells have been used by the de- 
partment, with strainers made up of galvanized-iron pipe, 
with circular or elliptical holes punched or bored in the pipe, 
the pipe being covered with perforated brass, as shown on 
Sheet 51, Ace. LJ 187. These wells have been used at dif- 
ferent stations, but none of the stations has been entirely 
equipped with them. 

In 1905 a change was made in the method previously 
followed in constructing the shallow wells. A casing of 12 
to 18 inches in diameter was first sunk to a depth two or 
three feet below the level at which the bottom of the well 
was to be placed, and gravel filled in to that level. The well 
and strainer were then placed within the casing, the annular 
space around the well filled with gravel, and the casing with- 
drawn as the gravel was placed. Various types of strainers 
have been used for these wells. Several of the Edwards 
strainers, which had been pulled out, were covered with tRe 
slotted brass and used in the new type of well, but failed after 
about a year's use, due to the wearing out of the brass cover. 
The 6-inch strainers of the department were also tried, two 
of the strainers, however, being coupled together to make a 
screen section about 24 feet in length. 

The use of the outside casing with gravel surrounding 
the well was adopted primarily for a tile well. This well 
is constructed by first sinking the casing and filling in with 
gravel to a depth of about two feet ; a cast-iron bottom plate 
with a wooden cover is attached to a rod, and perforated 
tile pipe placed on the wooden form. The joints of the file 
pipes are run with melted sulphur, and the pipes are cen- 
tered around the rod by means of small wooden braces. The 
rod is made in sections, with joints about every 10 feet, so 
that it can be lowered into the well and additional sections 
attached as required. The perforated tile is usually carried 
up for a distance of from 20 to 30 feet above the bottom plate, 
and the well is then completed with a standard tile pipe. 
When the tile pipes have been built up to a length slightly 
greater than the depth from the surface to the gravel at the 
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bottom of the casing, the well is lowered until it rests on the 
gravel at the bottom. Additional gravel is filled in around 
the casing and the well is carried up to about the ground- 
water level. As this gravel is filled in, the casing is with- 
drawn, and finally the rod is taken out by unscrewing it from 
the nut which is held in a socket in the bottom plate. The 
small wooden sticks used to center the tiles are loosened and 
float to the surface of the water. An iron drop suction with 
a T-head completes the well. With a 12-inch outer casing, 
43<2-inch slotted pipes enlarging at the top to 6-inch standard 
pipes are used to form the wells. With 14 and 18-inch outer 
casing, 6-inch and 8-inch pipes, respectively, are used for the 
full length of the well. Sheet 51, Ace. LJ 187, shows details 
of the casing, the vitrified strainer, and the method of con- 
struction of the tile well. 

A solid brass strainer, manufactured under the Johnson 
patent, has been used since 1905, both for deep and shal- 
low wells. This strainer is made up of a narrow perforated 
brass ribbon, rolled up spirally, the inside edges of the ribbon 
being rolled together. The width of slot can be varied as 
desired, the slots used by the department ranging from .017 
inch to .025 inch. The strainers are made up in 10-foor 
lengths and two strainers coupled together. This strainer is 
not strong enough to be sunk with the casing, as is done with 
the pipe strainers. The casing for deep wells is, therefore, 
sunk to the full depth of the well, the strainer inserted, the 
casing pulled up to approximately the top of the strainer, 
and the space between the strainer and the well closed by 
means of a well packer. The casing is left in place and 
forms the upper part of the well from the strainer to the 
ground surface. A number of these strainers have also been 
used for shallow wells. In such wells they have been placed 
within a 12-inch outside casing and surrounded by gravel, 
after which the outer casing is removed. On Sheet 51, Ace. 
LJ 187, are shown details of this strainer. 

In the latter part of 1905 and the early part of 1906, 
six tile wells were sunk by Messrs. Elliot & Marren. Five 
of these wells were located at temporary stations along the 
line of the Massapequa gallery and were only in service for 
a short time. One well was sunk at the Matowa station and 
has since been used with the other wells at this station. The 
Elliot & Marren well consists of 18-inch vitrified tile pipe with 
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the lower 8 to 12 feet of tile perforated with circular or 
rectangular openings, thus forming a strainer. The tile is 
placed on a cast-iron shoe, which extends about three inches 
outside of the tile pipe, and as the well is sunk the gravel is 
placed around the well, it being expected that the gravel 
would follow the well as the sinking progresses. The mate- 
rial from the interior of the well is removed by sand-bucket- 
ing and the well is sunk by placing weights on a timber lever 
pressing on the top of the pipe. Only a comparatively small 
weight is required in addition to its own weight, to sink the 
well. 

The preceding description of the wells used by the De- 
partment of Water Supply covers all types in general use, 
but the records of the department do not give a full descrip- 
tion of all the wells, and there are probably some forms of 
strainers used that have not been described. Table 17 gives 
a summary of the wells in use at the various stations in 1906. 

Comparative Merits of Several Types of Wells 

As has already been stated, the open wells yielded an 
extremely small amount of water for their size and cost, and 
they were soon abandoned for the driven or pipe type of well. 

With the 2-inch wells, as installed by Andrews & Co., 
it was possible to obtain between four and five million gallons 
daily from 100 to 150 wells where the location was fa- 
vorable. These wells lasted about six to eight years without 
serious clogging, when a continuous draft was maintained. 
If the draft from the wells was frequently interrupted, the 
wells would fill with fine sand and iron oxide, and show a 
consequent reduction in the yield. The 2-inch points put in 
by The City to replace the Andrews wells had a much shorter 
life, the wells clogging in one or two years' time, necessitat- 
ing pulling and cleaning or replacing of the wells. An indi- 
vidual well when first driven would yield, with hand pump, 
from 35 to 75 gallons per minute. The average yield of the 
stations where these wells were driven has been about three 
million gallons daily, or about 15 to 20 gallons per minute 
per well. 

The 4^ and 6-inch wells put in by Edwards & Co. re- 
quired frequent cleaning in order to maintain their yield". 
Stations consisting of from 30 to 60 wells yielded about five 
million gallons daily. On the basis of 40 wells to a station, 
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this would be equivalent to between 80 and 90 gallons per 
minute per well. A number of these wells failed after about 
eight years' intermittent use, by the breaking of the brass 
sheet metal covering the openings, and the perforations in thfe 
covering were worn in some cases to nearly double their 
original diameter. The brass slotted screens which were used 
to re-cover the strainers placed on wells surrounded by gravel 
lasted only from one to two years before breaking. 

The deep wells driven by the department yielded freely 
at first, 12 wells giving from three to five million gallons 
daily. These wells, however, filled with sand, the yield de- 
creased materially after about a year's use. -After the wells 
were cleaned by removing the sand, it was found that the 
original yield could not be obtained. This type of strainer 
has not, on the whole, been successful. The 6-inch iron 
strainer covered with perforated brass has also failed, even 
when surrounded with gravel. The openings in the brass 
become clogged, and after one or two years' use the yield 
of the wells is reduced so that wells have to be pulled. 

Among the different types of wells used by the department, 
the tile well and the solid brass strainers, with gravel, have 
given the best results. The yield of these wells, when pumped 
separately, has been from 250 up to 700 gallons per minute, 
and 15 to 20 wells would yield from four to five million gallons 
daily. 

The tile well has given some difficulty in construction, 
owing to the weakness of the perforated tile. In 20 per cent, 
of these wells, the tiles have probably had to be replaced during 
construction, because of breakage during the building up of 
the wells prior to the filling in of the gravel. The only loss 
occasioned thereby has been the value of the tile and the time 
spent in placing the same. 

An examination made of a tile well at the Spring Creek 
station, after it had been in use about two years, showed it to 
be entirely free from any material that would tend to clog the 
well or reduce the flow. An inspection of another tile well 
at the Jameco station, which had been in use slightly over two 
years, showed it to be filled to a depth of about 35 feet with 
a deposit of iron oxide, clay and fine sand, which has some- 
what reduced the discharge of the well. The iron in the waters 
at the Jameco station has, however, always given trouble, and 
has caused wells of other types to fill up and clog much more 
rapidly than at other stations. 
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There has been no apparent diminution in the yield of the 
wells using the solid brass strainer, but these have not been 
in service sufficiently long to determine whether this type of 
strainer will give permanently satisfactory results. The strainer 
is not structurally strong enough to allow it to be removed and 
replaced without danger of destroying it. 

Cost of Wells 

The wells put in under the Andrews' patent were paid for 
on the basis of the yield obtained, at the rate of $36,000 per 
million gallons daily. This price included the wells, suction 
mains and pumping-plant, complete. As the yield of the Baise- 
leys and Spring Creek stations combined was determined, 
under test, to be over eight million gallons daily, and the yield 
of the Forest Stream and Clear Stream stations over 10 million 
gallons daily, the cost for each station was from $150,000 to 
$180,000. The pumping-stations consisted of a small 
brick building, with two pumps and two boilers, the total value 
of the stations probably not exceeding $30,000, making a very 
high cost for the well system. 

The well plants installed at Spring creek and Watts pond 
were also contracted for on the basis of the yield, but the price 
was $5,000 for the first million gallons and $4,000 for each 
additional million gallons. The resulting cost of the Spring 
Creek system of wells was about $19,000, while the Watts 
Pond plant cost about $14,000. These prices did not include 
any pumping-plants. 

The five stations on the new watershed were constructed 
at a contract price originally fixed at $167,500. The contractors 
guaranteed a yield of 25 million gallons daily, based on a 
year's continuous test, during which the yield was to be de- 
termined by the minimum average shown for any five consecu- 
tive days ; and agreed to furnish and run the necessary pump- 
ing-plants, with connections to the conduit, and remove the 
same at the end of the test. As the stations failed to fulfill 
the contract requirements, the contract was terminated by re- 
ducing the payment to about $112,000, which included the 
pumping-plants installed by the contractor, the discharge mains 
and all appurtenances, and the operation of the plants for 
about one year. The payment made was little, if any, in excess 
of the cost of operation during the test together with the cost 
of the pumping-plants and appurtenances. The yield of the 
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five stations, as shown by the test, was sHghtly under 20 milHon 
gallons daily. The land used for the well systems, including 
ground for the stations and discharge mains, was furnished by 
The City to the contractors. 

The deep wells installed by the Department of Water 
Supply at Spring creek, Shetucket, Oconee, Jameco and Spring- 
field, cost about $6,000 for each station, including suction main 
complete. The plants consisted of twelve wells each and the 
average yield of each station was about three million gallons 
daily. 

In the latter part of 1905 and the early i>art of 1906, the 
department installed three shallow well stations, at Aqueduct, 
St. Albans and Rosedale, at a cost of about $15,000 for each 
station, complete with frame buildings, pumps and boilers. 
The work of sinking the wells at these stations was done in 
part by the department, and the remainder by contractors on 
a percentage basis. Two of the stations had 20, and one 15 
wells. These wells were all six inches in diameter, and were 
surrounded by a 12-inch cylinder of gravel ; they yielded from 
2.5 to 4.5 million gallons daily. The cost of the wells complete 
was about $4 per linear foot, exclusive of suction mains and 
appurtenances. 

In 1906 and 1907 contracts were prepared for sinking deep 
and shallow wells at various points on the watershed. The 
prices bid are given in Table 18. 

In the bids for sinking wells, received July 25, 1906, the 
price for the 8-inch pipe included all the labor and material 
necessary to sink the wells to a depth of approximately 175 
feet. The price for the drop suctions included about 30 feet 
of 6-inch pipe, the T or well head, and a 6-inch valve. All 
wrought-iron or steel pipe was to be of standard weight. The 
6-inch pipe was to be used on top of the strainers in making 
the joint between the strainer and the casing. The brass 
strainers were to be 20 feet, and equal to the Johnson or Cook 
type. The wrought-iron pipe strainers were to be slotted pipe, 
galvanized, and not covered with gauze. 

Under Section II the connections with the gallery called 
for making a connection with the infiltration gallery, the work 
involved costing approximately $250 for each connection. 

It is evident from the prices bid that the lowest bidder sub- 
mitted an unbalanced bid. 

In the bids received on April 10, 1907, for deep and shallow 
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TABLE 18 



Bids for Sinking Wells, Received by the ETepartment of 

Water Supply in 1906 and 1907 

bids for deep wells, received july 25. 1906 



P. H. & 
G. W. Phillips T. B. Harper J. Conlis 



SECTION I 

6000 feet of 8-inch pipe $3.07 

30 6-inch drop suctions 0.01 

200 feet of 6-inch pipe 0.01 

20 brass strainers 160.00 

10 wrought-iron pipe strainers . . 0.01 

Total bid fSl.SSS.OO 

SECTION II 

6000 feet of 8-inch pipe $3.38 

12 6-inch pipe suctions 0.01 

600 feet of 6-inch pipe 0.01 

18 connections with gallery 0.01 

30 brass strainers 160.00 

Total bid $S6.086,S0 

SECTION III 

4500 feet of 8-inch pipe $3.07 

25 6-inch drop suctions 0.01 

260 feet of 6-inch pipe 0.01 

25 strainers 155.00 

Total bid $17,$tS.86 



$3.75 
40.00 
0.70 
80.00 
90.00 


$3.50 

60.00 

25.00 

118.00 

120.00 


$1$,S40.00 


$$1.$$0.00 


$3.75 

40.00 

0.70 

80.00 


$3.13 

60.00 

25.00 

118.00 


$10,067.00 


$S4,t00.00 



BIDS FOR DEEP AND SHALLOW WELLS. RECEIVED APRIL 10, 1907 



Grant 

ROHRER 



P. H. & 

J. CONLIN 



I. Harris Co. 



8900 feet of 8-inch pipe 

40 6-inch suctions 

420 feet of 6-inch pipe. . . 
40 brass strainers 

Total bid 

6000 feet of 6-Inch pipe. . . . 
75 6-mch brass strainers. 
75 6-inch well heads . . . . 

Total bid 



SECTION I 

$3.63 

50.00 

2.00 

150.00 

$41.147 00 



SECTION 11 



$4.75 

44.85 

0.92 

85.50 

$4T,87S.40 



$4.25 
85.50 
21.90 

$SS,66S.OO 



$5.30 

48.00 

3.00 

100.00 

$84,S80.00 



$4.80 

100.00 

20.50 

$$8,611.60 
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TABLE 18 (Concluded) 

BIDS FOR SHALLOW WELLS. RECEIVED APRIL 10. 1007 



McHaig- 
I. Harris Co. Barton Co. 



SECTION I 

1 steel receiver $3,077.00 

2000 feet or 8-inch pipe 3.0ft 

200 feet of 24-inch flanged pipe 0.49 

1500 feet of 16-inch flanged pipe 0.39 

150 feet of 6-inch flanged pipe 0.10 

3 stop-oock chambers 269.00 

ToUl bid fll,4t6.60 

SECTION II 

1 steel receiver $3,675.00 

1200 feet of 8-inch pipe 3.95 

60 feet of 30-inch nanged pipe 0.69 

660 " •• 16-inch " " 0.39 

450 •• •' 12-inch " " 0.29 

100 '• •• 6-inch " " 0.19 

1 Btop-cock chamber 120.00 

Total bid $$,$T$.40 

SECTION III 

2000 feet of 8-inch iron or steel pipe $5.20 

10 suction pipes 48.00 

120 feet of 6-inch iron or steel pipe 2.76 

10 brass strainers 100.00 

Total bid $11,111.10 



$9,400.00 
6.40 
7.00 
0.70 
2.50 
600.00 

$l$,$lf.00 



$14,350.00 
6.40 
15.00 
0.70 
0.60 
2.60 
600.00 

$14,S0f.00 



Unit prices given in all bids 
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wells, under Section I the contractor was to sink approximately 
40 deep wells, and under Section II approximately 75 shallow 
wells. The wells under Section I were to be 8-inch wrought- 
iron pipe wells, sunk to a depth not over 220 feet. The 
strainers were to be 20 feet in length, with an outside diameter 
of not less than 5-5^ inches. After the well was sunk the 
strainer, with a 10-foot piece of 6-inch pipe, was to be placed 
in the well, the casing drawn to approximately the top of the 
strainer, and the space between the 6-inch pipe and the 8-inch 
casing sealed. The drop suctions were to consist of about 30 
feet of 6-inch pipe, with a flanged T or well head and a 6-inch 
stop-cock. 

Under Section II the wells were to be sunk to a depth of 
from 55 to 80 feet by first sinking 12-inch casing, then placing 
a foot of gravel in the bottom of the casing. On this gravel 
was to be placed a solid brass strainer about 6 inches in 
diameter and at least 20 feet long, the well above the strainer 
being made up of 6-inch wrought-iron pipe. The space be- 
tween the well and the casing was to be filled with gravel and 
the casing withdrawn. The well head was to consist of a 
flanged T, with a 6-inch stop-cock. 

On April 10, 1SK)6, bids were also received for shallow and 
deep wells, the bids being called for in three sections. The 
wells under Sections I and II were to be shallow 8-inch tile 
wells, from 48 to 65 feet deep, while under Section III they 
were to be deep wrought-iron pipe wells. 

Under the specifications the tile wells were to be sunk with 
an 18-inch casing and constructed in a similar manner to the 
typical well shown on Sheet 51, Ace. L J 187. The City was 
to furnish the contractor with all the slotted and standard 
vitrified pipe for the wells, and the pipe and fittings for the 
drop suctions, but the contractor was to furnish the gravel, 
18-inch casing and other appliances necessary to construct the 
well, and to assemble and place the drop suctions. The flanged 
suction pipe called for under Sections I and II was to be fur- 
nished by The City and laid by the contractor. 
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Under Section III the contractor was to furnish all his 
material, the wells to be similar to those called for in the con- 
tract previously referred to, for which bids were also received 
on April 10, 1907. The depth of these wells was to be from 
165 to 180 feet. 

In the cost of all the wells was included the cost of pump- 
ing the wells for from 8 to 24 hours. 

The estimated cost of sinking wells, using the department 
men, without making any allowance for office supervision and 
general administration, is given in the following table : 

ESTIMATED COST OP SINKING WELLS BY EMPLOYEES OP 
DEPARTMENT OP WATER SUPPLY 



Item 



Diameter of wells 2 inches 4 inches 

Type of well iron iron 

pipe pipe 
Cost per linear foot of 
well exclusive of 
strainer 

Material $0.20 $0.35 

Labor 0.25 0.55 

Total $0.4$ $0.90 

Strainer 

Material iron brass 

pipe 
brass 
gauze 

Length in feet 5 5-20 

Cost per foot for 

Material $0.50 $2.40 

Labor 0.25 0.55 

Total cost per foot, 

in place $0.7$ $1.96 

Cost of well 60 feet 
deep $24.00 $65.50 



5 inches 
iron 
pipe 


S inches 
iron 
pipe 


8 inches 
iron 
pipe 


4 inches 
vitrified 
tile 


8 inches 

vitrified 

tile 


$0.45 
0.60 


$0.60 
0.65 


$0.90 
0.75 


$0.22 
1.60 


$0.40 
2.00 


$1.06 


$1.98 


$1.98 


$1.89 


$9.40 


brass 


brass 


brass 


slotted 
tile 


slotted 
tile 


5-20 


10-20 


10-20 


20-30 


20-30 


$3.10 
0.60 


$4.00 
0.65 


$7.00 
0.75 


$0.30 
1.60 


$0.50 
2.00 


$S.70 


$4.98 


7.78 


$1.90 


$9.80 


$79.00 


$130.50 


$204.50 


$93.00 


$122.50 



In 1895 and 1896 a large number of 5-inch test-wells were 
sunk by. the department to determine the stratification at 
various points along the conduit line. The wells consisted of 
5-inch wrought-iron pipe, with a cutting shoe, but no perforated 
pipe or other form of strainer was used. The cost of the two 
derricks, with their pumps and other equipment, was about 
$500 each. The cost of these wells for labor and material is 
given in the following table: 
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COST OF SINKING 5-INCH TEST-WELLS, 1895 AND 1896 





Depth 




Cost Per 


Foot 




Well 


Well. 


Setting up 


Labor for 


Material 


Total 




Feet 


Machinery 


Sinking Well 


for Well 


Cost 


1 


155 


$1.41 


$0.44 


$0.25 


IS.IO 


2 


257 


0.40 


.68 


.37 


1.40 


3 


277 


.32 


.37 


.31 


1.00 


4 


148 


.77 


1.29 


.44 


S.0O 


5 


284 


.42 


1.64 


.45 


S.01 


6 


406 


.77 


2.04 


.76 


S.07 


7 


419 


.34 


.94 


.52 


1.80 


8 


295 


.31 


.41 


.39 


1.11 


9 


271 


.29 


.72 


.44 


1.40 


10 


357 


.35 


.44 


.50 


1.S9 


11 


198 


.63 


.34 


.63 


1.60 


12 


406 


.23 


.69 


.40 


1.3S 


13 


412 


.37 


.65 


.50 


1.02 


14 


390 


.15 


.39 


.42 


0.96 


15 


190 


.41 


.44 


.49 


1.S4 


16 


154 


.81 


.42 


.46 


1.69 


17 


191 


.54 


.67 


.49 


1.70 


18 


192 


.42 


.35 


,44 


1.S1 


19 


208 


.40 


.41 


.45 


1.26 


20 


242 


.37 


.40 


.45 


1.S2 


21 


410 


.20 


1.05 


.45 


1.70 



Well 6 — At 304 feet below the surface the 5-inch pipe broke and the well was 

continued with a 3) 2-inch pipe 
Well 12 — A coupling on the 5-inch pipe broke at 302 feet below surface of 

ground, and a 3-inch pipe was continued to a depth of 406 feet 
Well 13 — The 5-inch pipe to 330 feet below the surface; from 330 feet to 404 

feet a 3-inch pipe was used; the remainder was drilled without 

casing off the bore 
Well 21 — The 5-inch pipe was sunk 398.75 feet and the remainder was drilled 



Cost of Water from Driven-Well Stations 

The cost of the supply from driven-well stations is depend- 
ent upon the fixed chari^^es on the cost of construction, the 
amount of the supply that can be obtained from a single sta- 
tion, and the cost of operation. With present methods of 
development, a supply of at least four million gallons daily 
should be obtained from each driven-well station. The cost 
of such a supply may be estimated as follows : 



Cost of construction 

Land, including grading $25,000 

Wells, includinR suction mains 10.000 

Engine and boiler house 15,000 

Pumps, boilers and appurtenances S.OOO 

Total 968,000 

Land and water damages 50,000 

Total $108,000 

Annual charges 

Interest. 4 per cent, on $108,000 $4,320 

Taxes. 1 per cent, on $25.000 250 

Sinking fund on bonds. 0.8X7 per cent, on $108,000 958 

Extraordinary repairs and depreciation 863 

Operation and maintenance 11,479 

Total $17,920 

Cost per million gallons $12.27 
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As compared with this cost, it may be noted that the cost 
of the supply from the driven-well stations on the old water- 
shed during 1906, exclusive of land and water damages, was 
$28.92 per million gallons. The greater cost is due to the 
high first cost of existing plants and the comparatively low 
yield. 

Infiltration Galleries 
(See Sheets 52 and 55, Aces. L J 185 and L J 197) 

The unsatisfactory results and the large depreciation and 
repairs on the driven-well systems of the Ridgewood works 
led to the development of the subsurface supply by means of 
the infiltration gallery system. Contracts have been made for 
two infiltration galleries .of similar design, with central pump- 
ing-stations, the first system, the Wantagh gallery, 12,600 feet 
long, at Bellmore and Wantagh, and the second, the Massa- 
pequa gallery, about 18,200 feet in length, between Seaford 
and Amityville. Because of the greater length and yield of 
the Massapequa gallery, larger pipes than those of the Wan- 
tagh gallery have been laid to conduct the water to the cen- 
tral well and pumping-station. 

The galleries have been constructed in a sheeted trench, 
excavated from 10 to 15 feet below the normal ground-water 
level. In this the vitrified tile sewer-pipe is laid on a bed of 
gravel, leaving the joints of the pipe open and then surround- 
ing them with coarse gravel. A layer of fine gravel is placed 
over the coarse surrounding the pipes, and the trench is refilled 
with sand. The lower line of sheeting is usually left in place. 
These pipes are laid in both directions from the central pump- 
well and approximately at right angles to the direction of the 
underground flow. The gradient of the gallery towards the 
central well is suflficient to carry about double the estimated 
normal yield of the gallery. To facilitate construction, and 
also to collect any sand which may enter the gallery, manholes 
with sumps or sand catchers are placed about every 250 feet. 
The galleries were designed to carry two million gallons daily 
per thousand linear feet, although the estimated yield during pe- 
riods of normal rainfall was only one million gallons daily. The 
water was pumped from the central well by means of centri- 
fugal pumps. 
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Plan and profiles, with details of construction of the Wan- 
tagh and Massapequa galleries, are shown on Sheet 52, Ace. 
L J 185. Cast-iron pipe was laid in a portion of the Wantagh 
gallery, within the village of Wantagh, where the gallery was 
under a public street. The cast-iron pipe was laid with prac- 
tically water-tight joints so as to prevent any possible contami- 
nation of the supply from future sewerage systems. 

In designing these infiltration galleries, they were planned 
on the basis that construction would be carried on in both di- 
rections from the central well, the pumps at the central well 
station keeping the water-level down, thus reducing the cost 
of excavation of the trench and laying of the pipe. Upon the 
completion of one or two sections of the gallery, a bulkhead 
was to be placed in the end manhole and the water froixi the 
gallery allowed to flow to the central well. The Wantagh gal- 
lery was constructed in accordance with this general plan. 
The Massapequa gallery was started from several points, but 
the contractor abandoned this method owing to the relatively 
high cost of handling the water, and has continued the work 
from only those points where a central station could remove 
the water from the trench. Owing to the necessity for an 
additional supply, two temporary central stations have been 
established on the Massapequa gallery in addition to the sta- 
tion provided for in the contract. 

The Wantagh gallery was commenced in 1903, but very 
little work was done prior to the spring of 1905, owing to 
delay in acquiring the necessary right-of-way. The gallery 
was completed in the fall of 1906, requiring practically two 
working seasons after the contractor's plant had been 
assembled. The rate of progress on this gallery, during the 
working season, was 109 feet per week for the west branch, 
and 96 feet for the east branch. 

The contract for the Massapequa gallery was let in the 
summer of 1905, but practically no work was done until 1906. 
It will probably require about three months' time to complete 
this gallery, making the entire period, from the letting of the 
contract to the completion of the same, nearly three years. 
The rate of progress on this gallery has been much less than 
that on the Wantagh gallery, the average work done per week 
for each gang being about 57 linear feet. 
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Yield of Galleries 

Sheet 55, Ace. L J 197, shows the amount of water pumped 
f-om the Wantagh gallery during 1905, 1906 and 1907. As 
this gallery is slightly over 12,000 feet in length, it will be 
seen that the yield per thousand feet has averaged somewl.at 
above one million gallons daily since the gallery was com- 
pleted, although this rate would doubtless be reduced if op- 
erated continuouslv. 

The Massapequa gallery has not been operated at a suffi- 
ciently uniform rate to enable deductions to be made as to 
what will be the ultimate yield of the works, but it can rea- 
sonably be expected that the yield will be proportionately equal 
to that shown by the Wantagh gallery, where the pumping 
was carried on for a sufficient period to eliminate the ordinary 
fluctuations that would be caused by draft on the ground- 
water storage. 

Cost of Infiltration Galleries 

The following is a summary of the unit prices of the bids 
received on June 16, 1903, and July 19, 1905, respectively, for 
the construction of the Wantagh and Alassapequa galleries: 

WANTAGH infiltration GALLERY 



Estimated J. J. Cushman, Cont. 
Item Amount N. Y. Jewell 



FiLT. Co. 



:iarth 700 cubic yards $0.60 $2.00 

Concrete 250 " " 8.00 10.00 

Engine and boiler-house 1 3500.00 3500 00 

Coal-shed 1 3000.00 3000.00 

Pumping-plant 1 5000.00 10.000.00 

30-inch suction pipe 150 feet 15.00 12.00 

42-inch discharge pipe 150 " 17.00 12.00 

Pump-well 1 3600.00 2000.00 

36-inch vitrified pipe 2550 feet 13.00 9.00 

33 1070 " 12.00 9.00 

30 2700 " 10.50 8.00 

27 " •• " 1070 •• 9.50 6.50 

24 ' 1600 " 8.00 6.00 

20 1600 " 7.00 4.00 

30 " cast-iron flanged pipe 1800 ** 15.00 12.60 

Hemlock 10 M ft.B.M. 30.00 26.00 

Gravel 500 cubic yards 3.00 1.00 

Sump boxes 40 90.00 100.00 

30-inch foot valves 2 363.00 500.00 

Total bid $163,961.00 $130,886.00 
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MASSAPEQUA INFILTRATION GALLERY 



Borough 
Item Amount M. J. Dady Construc- 

tion Co. 



Engine and boiler-house I $10,000.00 $9,600.00 

Coal-shed 1 7,500.00 6.000.00 

Engines 3 20,000.00 17,500.00 

Boilers 3 12,000.00 6.000.00 

Steam fitting 5.000.00 1,700.00 

36-inch suction pipe 75 feet 30.00 14.00 

48 •• delivery pipe 750 " 30.00 18.40 

Pump-well 1 10.000.00 5.970.00 

36-inch vitrified pipe 8100 feet 10.00 14.00 

33 single 1600 " 10.00 14.00 

33 •* " " double 4300 " 18.00 23.63 

30 single 1600 " 10.00 12.58 

27 550 " 10.00 12.24 

24 1100 " 10.00 10.56 

20 1100 *• 10.00 9.85 

Sump boxes 52 150.00 100.00 

" double 17 200.00 150.00 

36-inch foot valves 2 1,000.00 800.00 

Wagon road, including bridge 1 5,000.00 760.00 

Brick masonry 20 cubic yards 20.00 15.00 

Hemlock 10 M ft.B.M. 40.00 25.00 

Extra gravel 1000 cubic yards 0.50 1.50 

" concrete 100 " " 10.00 10.00 

•• earth 100 " " 2.00 2.00 

Total bid $387,860.00 $861,690.00 

The difficulty of construction was underestimated when 
the bids were made for the Wantagh gallery, and the cost of 
this gallery is said to have been materially in excess of the 
contract price. Even the prices for the Massapequa gallery 
were probably too low to allow the contractor a fair profit^ 
under the present system of construction. 

Assuming the yield from the galleries to be one million 
gallons daily per thousand feet, the cost for construction per 
million gallons daily, based on bid prices, would be as follows : 



Wantagh gallery $10,500 

Massapequa gallery 17,800 



The cost of a driven-well plant like those of the Ridgewood 
system, with a similar type of building for the pumping-sta- 
tion, would be about $8,300 per million gallons per day, as- 
suming a yield of four million gallons daily. The cost per 
million gallons for construction of the gallery is, therefore, 
about double that for a driven-well system, on the basis of 
the Massapequa prices. The rate of construction of the gal- 
leries, if carried on economically, is moreover exceedingly 
slow. 
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Cost of Water from Galleries 

The cost of water obtained from the Massapequa gallery, 
assuming that the total land and water damages would amount 
to $150,000, would be as follows: 

Construction Cost 



Land $150,000 

Fencing 20,000 

Grading 20,000 

Land and water damages 1 50,000 

Galleries 335,000 

Pump and boiler-house and coal-shed 20,000 

Equipment and pumping 45,000 

Total $740,000 

In the above estimate a rather liberal allowance has been 

made for engineering contingencies in each of the estimates. 
In the cost of the gallery, allowance has been made for addi- 
tional cost due to leaving the sheeting in place. 

ANNUAL operating EXPENSES 



FIXED CHARGES 

Interest 4 per cent, on $740,000 $29,600 

Sinking fund 0.8K7 per cent, on $740,000 0.564 

Taxes 1 per cent, on $170.000 1.700 

Total $«7,8$4 

OPERATING, INCLUDING REPAIRS AND MAINTENANCE 

Salaries $11,180 

Supplies and minor repairs 1 .500 

Coal. 5.022 

Total $17,702 

EXTRAORDINARY REPAIRS AND DEPRECIATION 

Buildings and fence ^M per cent, on $40.000 $1,400 

Equipment 3>^ per cent, on $45.000 1.575 

Gallery 1 V4 per cent, on $335.000 5.025 

Total $$,000 

Total annual expenses $$S,5$$ 

The total cost of water per million gallons, assuming that the Massapequa 

f)3,.506 

gallery will furnish on an average 17.2 million gallons daily - $10.12 

6.279 
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This cost of water per million gallons is evidently much 
lower than the average cost of water obtained from the driven- 
well stations on the watershed. 

Influence of Collecting Works on Underground and 

Surface- Water Levels 

Sheets 53, 54 and 57, Aces. L J 196, L J 223 and L J 225, 
show the effect of the operation of the infiltration galleries 
and wells at Wantagh and at Massapequa on the levels of the 
surface and ground- waters. (See also Sheet 151, Ace. L 644). 

It will be seen that there is a decided depression of the 
water-table in the immediate vicinity of the wells and gal- 
leries, and that the amount of this lowering decreases rapidly 
as the distance increases south or north of the collecting works. 
The lowering of the water-table near the infiltration galleries 
results in the drying up of the ponds and the small streams 
south of the galleries, and in a reduced flow of the larger 
streams that enter the brick conduit as a part of the surface 
supply. 

Amount of Ground- Water Storage 

The number of observations of the ground-water surface 
about the works of the Ridge wood system is not sufficient to 
compute accurately the amount of storage that these ground 
works arc able to draw, but a rough approximation may be 
made at several stations. 

Sheet 56, Ace. LJ 193 shows the depth of pumping at the 
driven-well stations, below the normal ground-water surface, 
corresponding to the total daily yield of the stations, corrected 
roughly for storage draft. These depths were measured in 
test-wells driven close to the service wells. Except in two in- 
stances, these curves have a point of inflection beyond which 
any further lowering of the water-table does not yield a cor- 
responding volume of water. This critical depth is found from 
8 to 12 feet below the normal surface of the ground-water 
and doubtless corresponds to the depression at which the finer 
strata in the gathering ground seriously interfere with the fur- 
ther extension of the cone of depression. A station like 
Jameco (deep wells) which draws upon beds of coarse gravels 
extending back into the watershed, has not this limitation on 
the extent of gathering ground and the curve on this diagram 
is very nearly a straight line. 
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The observations at the Clear Stream driven-well station 
in 1906 (See Sheet 57, Ace. LJ 225) show that in about 100 
days of pumping, from April 23 to August 6, the ground- 
water surface was depressed for about one mile north of the 
works. During this time, 223.6 million gallons of water were 
pumped, at an average rate, when pumping, of 3.1 million gal- 
lons daily. Rough estimates show that about 80 million gal- 
lons of storage were drawn, assuming the somewhat fine ma- 
terial there would yield 20 per cent, of their volume in this 
time. 

The ground-water surface at the station was lowered 13 
feet, which represents about the maximum lowering that is 
possible, with the equipment there. If pumping were contin- 
ued, therefore, the amount of storage in the following three 
months would not be as much as that from April 23 to August 
6. Of the volume of water pumped during this period some- 
thing over one-third was storage. If the plant had been op- 
erated continuously until April, 1907, it is very likely that the 
storage draft would not have been over one-tenth of the total 
pumpage. If 100 million gallons of storage could be drawn 
at this station, it would correspond to something like 25 mil- 
lion gallons per square mile on the catchment area. 

The influence of pumping at the Wantagh infiltration gal- 
lery from December, 1905, to December, 1906, is shown on 
Sheet 57, Ace. LJ 225, to have extended some distance inland, 
but the amount of depression was not appreciable much over 
a mile north of the works, and not enough at a distance of J<2 
mile to be noticeable to an unskilled observer. The average 
yield of the gallery during this year of operation, shown on 
Sheet 55, Ace. LJ 197, was one million gallons per day per 
1000 feet of gallery, and the storage drawn per 1000 feet of 
gallery, supposing 20 per cent, of the saturated strata were 
drained out, is estimated at 24 million gallons, which corre- 
sponds roughly to 14 million gallons per square mile of tribu- 
tary watershed of 1.7 square miles. This storage is evidently 
less than seven per cent, of the average yield during the year. 
The lowering of water at the gallery during the year was 
about nine feet. 

The amount of ground-water storage that the Ridgewood 
works can furnish may be roughly estimated at 20 million 
gallons per square mile, and does not greatly aflFect the rate 
of draft from the watershed. With the 9.4 million gallons 
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per square mile of storage in surface storage, the total storage 
does not exceed 30 million gallons per square mile. 

TRANSPORTATION WORKS 

The transportation works comprise the combined gravity 
and pumping system by which the waters collected in the 
watershed are conveyed to New York City. 

Conduits 

The waters gathered east of the Millburn pumping-station 
are delivered through a brick conduit having a grade of 1 in 
10,000. At its easterly end, at Massapequa, this conduit, the 
*' new brick conduit," so called, has a horse-shoe section, 5 feet 
11 inches high and 7 feet 4 inches wide and has a capacity oi 
40 million gallons daily. The size increases at each supply 
pond, and at ils downstream or westerly end at IVIillburn pump- 
ing-station the section is 6 feet 1 1 inches high by 9 feet 4 inches 
wide and has a capacity of 60 million gallons daily. 

From the Millburn station the water delivered by this brick 
conduit is pumped through three 48-inch cast-iron pipe-lines. 
One of these goes to the efflux gate-house of the Millburn res- 
ervoir, where it is reduced to a 36-inch cast-iron pipe, which 
continues to the old brick conduit at Smiths pond. The other 
two 48-inch lines extend directly to the Ridgewood pumping- 
station, the northerly line being reinforced by an additional 
48-inch main between Spring creek and Ridgewood. 

The original brick conduit in the old watershed transports 
the surface and ground-waters collected from Hempstead pond 
to Ridgewood pumping-station. It has a horse-shoe section 6 
feet 4 inches by 8 feet 2 inches at Hempstead pond, and in- 
creases to 8 feet 8 inches by 10 feet at Ridgewood. The capacity 
of this conduit, the invert of which has a grade of 1 in 10,411, is 
40 million gallons daily at its easterly end and 75 million gal- 
lons daily at the down-stream end at Ridgew^ood pumping-sta- 
tion. Branch conduits of brick masonry connect this main 
aqueduct with the various supply ponds. 

A 72-inch steel-pipe line, designed to be operated under 
the full distribution pressure, has been laid from a point about 
3000 feet west of the Ridgewood station to the Clear Stream 
pumping-station. A 48-inch main connects this 72-inch hne 
with the Ridgewood pumping-station and a 20-inch branch H"^ 
has been laid to the New Lots station. 
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The Water Department proposes to extend the 72-inch steel 
pipe, full size, to the Suffolk County line. It is proposed to 
utilize this line to convey the water from the infiltration gal- 
leries and other sources in the new watershed, and it is planned 
that pumps would be installed at Massapequa and W'antagh 
to deliver the water directly through this conduit into the dis- 
tribution svstem. The extension of this 72-inch line to Massa- 
pequa would relieve both the old and new brick conduits of 
approximately 30 to 50 million gallons daily. 

The capacities of the main conduits and their relation to 
the available supply are shown in the mass curves on Sheet 
2, Ace. LJ 147. 

Pumping-Statioxs 

On account of the low elevation at which the water-supply 
from the Ridgewood system is collected, it is necessary at the 
westerly end of the conduit lines at the Ridgewood station to 
pump the entire supply to the elevation of the distributing 
reservoir. 

About 90 per cent, of the whole supply is raised at the 
Ridgewood pumping-station to the level of the Ridgewood 
reservoir on the hill north of the station; the remaining 10 
per cent, is pumped to the level of Mi. Prospect res- 
ervoir, which is at a higher elevation on the hills about 
five miles west of the station. A portion of the Ridgewood 
Reservoir supply is again raised at the Mt. Prospect pumping- 
station, near the reservoir of the same name, into the Mt. Pros- 
pect tower, which sei^ves a district still higher than that sup- 
plied by the reservoir. The Mt. Prospect pumping-staticm is 
also equipped to deliver water into the Mt. Prospect reservoir, 
but the greater part of the water for this reservoir is pumped 
directly from the Ridgewood station. 

A portion of the Ridgewood supply is even lifted once or 
twice in the watershed before it reaches Ridgewood. The en- 
tire supply from the new watershed is pumped at the Millburn 
pumping-station ; all the ground-waters of both watersheds are 
pumped into the conduits and the surface-waters of Baiselcys, 
Springfield, Watts and Smiths ponds, and the flow of Simon- 
sons stream in the old watershed are pumped into the old brick 
conduit. The remainder of the surface supplies enter the brick 
conduits by gravity. 
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MILLBURN PUMPING-STATION 



At the Millburn station the water is raised about 50 feet, 
thus giving the necessary pressure to deliver the required sup- 
ply at the Ridgewood station either through the two cast-iron 
conduits or through the pipe-line between this station and the 
old brick conduit at Smiths pond, which is seven feet higher 
than the new brick conduit at Millburn pumping-station. The 
engine equipment consists of five pumps, each of 10 million gal- 
lons daily capacity, and two pumps each of 12^ million gal- 
lons daily capacity. The first five pumps are designed for a 
maximum pressure of approximately 16 pounds per square 
inch, while the larger pumps are designed to work against a 
head of 25 pounds per square inch. 

As the pumps at this station can deliver 20 per cent, more 
than their rated capacity, or about 90 million gallons daily, the 
safe pumping capacity of the station is about 75 million gallons 
daily. This is in excess of the capacity of the brick conduit 
feeding the station, which is only 60 million gallons daily. 
Under the present plans of the department, there will be no 
necessity for additional pumping capacity at this station, as 
the increase in the supply from Wantagh and Massapequa 
galleries will be pumped through the 72-inch steel-pipe line 
against the distribution pressure, and thus reduce the amount 
of water delivered at the Millburn station. 

RIDGEWOOD PUMPING-STATION 

The station at Ridgewood is the main pumping-station of 
the system. The station is divided into two plants ; one on the 
north side of Atlantic avenue is known as the '* Ridgewood 
Old pumping-station," and the other on the south side is called 
the " Ridgewood New pumping-station.'* The northerly plant 
was constructed at the time the first works were built; the 
southerly plant formed a part of the extension of the works 
into the new watershed, and was built in 1890. The north 
side station is at present being remodeled, and one of the 
pumps, which was installed in 1867, is to be taken out and four 
new pumps erected. 

The present and future equipment of the Ridgewood pump- 
ing-station is as follows : 
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Capacity in 

Million 

Gallons Daily 



North Side Station 
Present Equipment 

1 Davidson pump IS 

3 Worthington pumps, each 20 million gallons daily. 60 
1 Hubbard and Whittaker 15 

Total 90 

Equipment after Remodeling 

1 Davidson pump 15 

3 Worthington pumps, each 20 million gallons daily. 60 

2 Davis and Farnum pumps, each 23 million gal- 
lons daily 46 

2 Davis and Farnum pumps, each 15 million gal- 
lons daily 30 

Total 151 

South Side Station 
Present Equipment 

5 Worthington pumps, each 10 million gallons daily. 50 
1 Lawrence centrifugal *20 

Total 70 

♦Capacity provided in contract. Pump not yet acceptei 

As the work of remodeling the North Side station is all 
under contract, the new equipment should be available in 
1909. The proposed method of operating the station, and the 
available safe capacity after the remodeling is completed, is 
as follows: 

The North Side station is designed to pump against the 
Mt. Prospect Tower service at an elevation of about 280 
feet, the Mt. Prospect Reservoir service at an elevation of 
about 210 feet, and the Ridgewood service at an elevation 
of about 180 feet. The elevations given include the normal 
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friction losses in the force mains between the pumps and the 
reservoirs. 

The two new IS-milHon-gallon pumps are designed to 
pump into the Mt. Prospect tower. This service requires at 
present about seven million gallons daily, but the consumption 
is rapidly increasing. Owing to the small storage capacity of 
the tower, 119,000 gallons, it is necessary to have pumping 
capacity sufficient to meet the hourly fluctuations in the con- 
sumption. One of the pumps would be kept in constant serv- 
ice, and the other pump maintained as a reserve. 

For the Mt. Prospect Reservoir service, there is available 
at present the Davidson pump, the consumption on this service 
being about 10 million gallons daily. The two new 23-million- 
gallon pumps are designed to be used either for this service 
or for the Ridgewood Reservoir service. To safely and eco- 
nomically maintain the Mt. Prospect Reservoir service, one of 
the 23-miIIion-gallon pumps should be used and the David- 
son pump held in reserve. 

For the Ridgewood Reservoir service, there would be 
available the three 20-million-gallon Worthington pumps and 
one of the new 23-million-gallon Davis and Farnum pumps, 
although there would not then be any reserve pump for this 
service. 

On the above basis, the available safe capacity of the North 
Side station would be as follows: 



Mt. Prospect Tower service 15 million gallons daily 

Mt. Prospect Reservoir service.... 15 
Ridgewood Reservoir service 83 



H ti ti 

i( f( it 



Total 113 " 



<f tt 



The South Side station is designed to pump against the 
Ridgewood Reservoir head. The five Worthington pumps are 
from 15 to 17 years old and are not strong machines, being 
frequently in need of repairs. The 20-million-gallon cen- 
trifugal pump is a new machine, and it should be possible to 
operate it almost continuously. It would not be safe, how- 
ever, to estimate the capacity of this station above 50 million 
gallons daily. 
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The total safe capacity of the two stations would be as 
follows : 



North Side station 113 million gallons daily 

South Side station 50 



Total 163 



it it it 



To obtain the above capacity, it would be necessary to allow 
the surplus water delivered by the Mt. Prospect Tower and 
Reservoir pumps to discharge into the Ridgewood system. 
Under normal economical operation, the capacity of the Ridge- 
wood station would be about 155 million gallons daily. 

The total capacity of the conduits feeding the Ridgewood 
station is now 125 million gallons daily, exclusive of the 
48-inch pipe from the end of the 72-inch steel pipe. The safe 
pumping capacity at this station, after remodeling, will there- 
fore be 30 million gallons daily in excess of the conduit ca- 
pacity. 

MT. PROSPECT PUM PING-STATION 

This station has two pumps of a total capacity of nine mil- 
lion gallons daily for the Reservoir service, and three pumps 
of a total capacity of 13 million gallons daily for the Tower 
service. These pumps draw their supply from the distribution 
mains of the Ridgewood Reservoir service, and may be aban- 
doned when the new pumps are completed at Ridgewood and 
the necessary additional force mains are installed. 

The plans of the Department of Water Supply include new 
pumping-plants for the Massapcqua and Wantagh infiltration 
gallery stations, in connection with the proposed extension 
of the 72-inch pipe-line. These plants would consist of high- 
duty pumps with a combined capacity of 50 million gallons 
daily, capable of delivering the water into the distribution sys- 
tem against the head of the Ridgewood Reservoir service. 

The combined safe pumping capacities of the Ridgewood 
pumping-station and the two new stations proposed at Wan- 
tagh and Massapequa, w^hen these stations are completed in 
accordance with the plans of the Department of Water Sup- 
ply, would be 205 million gallons daily, which is greater than 
the total yield of the entire system when completely de- 
veloped. 
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DISTRIBUTION SYSTEM 

Reservoirs 

The distribution system of the Brooklyn municipal supply 
is divided into three levels. The highest is that of the Mt. 
Prospect tower or stand-pipe, the flow line of which is at an 
elevation of 280 feet ; the intermediate service is supplied from 
the level of the Mt. Prospect reservoir, which has a normal 
high-water line of 200 feet; the low level, which includes 85 
per cent, of the supply, is fed from the Ridgewood reservoir, 
which has a high-water line at an elevation of 172 feet. These 
elevations refer to the datum of the Board of Water Supply. 

The Ridgewood reservoir is divided into three independent 
basins, and is provided with a 60-inch steel by-pass pipe 
through which the water can pass from the force mains around 
the reservoir directly into the efflux pipes. The Mt. Prospect 
reservoir and the three Ridgewood basins are uncovered, and 
are constructed with earth embankments lined with clay puddle 
and with the side slopes protected by masonry. 

The following table gives elevations, areas and capacities 
of the stand-pipe and the reservoirs: 







Elevation in Feet on 
B. W. S. Datum 


Area at 
Normal 
High- 
Water 
Line 
Acres 


Capacity 
at Normal 
High- 
Water 

Line 
Million 
Gallons 


Reservoirs 


Normal 

High 

Water 


Top of 
Bank 


Bottom 


Mt. Proipect stand-pipe . . 
" " reservoir.... 


■ • 
» • 

.1 
2 
3 

« • 


280.0 

200.3 
171.9 
171.9 
172.6 

■ • « • 


281.1 

204.5 
175.7 
175.7 
176.6 

• • a • 


205.7 

180.0 
151.9 
151.9 
152.6 

■ • • ■ 


16-feet 

diameter 

3.31 

11.85 

13.73 

24.49 

• • ■ ■ 


0.12 
19.2 


Ridgewood Reservoir basin 
It i« II 

II II II 
Total 


71.5 

83.0 

149.5 

82S.S 



A small reservoir was originally constructed in connection 
with the New Lots .system, but this reservoir was abandoned 
in 1906. 

Distributing Mains 

The main feeders from Ridgewood reservoir consist of 
48-inch and 36-inch mains. There are four 48-inch mains and 
two 36-inch mains which connect with the smaller distribution 
mains. In addition there is one 48-inch main laid directly 
from the Ridgewood pumping-station to the Mt. Prospect res- 
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ervoir. A 30-inch and a 24-inch branch main supplies the 
Mt. Prospect pumping-station, and a 20 and a 30-inch force 
main leads from this pumping-station to the tower and res- 
ervoir, respectively. 

The standard thickness of the various sizes of pipe and 
safe working pressure, based on the Metropolitan Water Works 
formula, are as follows : 







Saps Working 


SiZB OP PiPB 


Thickness 


Pressure 


Inches 


Inches 


Pounds per Square Inch 


48 


lA 


76 


36 


u 


85 


80 


1 


85 


24 


1' 


78 


20 


75 
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The following table gives the length of mains, number of 
gates and hydrants in the distribution system on December 
31, 1907: 

DISTRIBUTION MAINS LAID AND GATES AND HYDRANTS SET, 

UP TO DECEMBER 31, 1907 



Diameter 


Mains Laid 


Gates Set 




Inches 


Miles 






60 


0.7 


• ■ ■ • 




54 




1 




48 


28.0 


20 




42 


0.7 


1 




36 


14.0 


42 




30 


13.0 


75 




24 


7.3 


60 




20 


57.6 


507 




16 


25.1 


273 




14 


0.6 


1 




12 


90.3 


996 




10 


3.7 


8 




8 


209,1 


2.816 




6 


388.2 


7.017 




4 


10.5 


101 




Total 


848.8 


11,927 




Total hydrants 


11,814 
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OTHER BROOKLYN WORKS 

The Flatbush, Blythebourne and German-American sta- 
tions within the limits of Brooklyn borough, which are owned 
and operated by private companies, draw their supply of 
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ground-water from driven wells and pump directly into the 
distribution system. Stand-pipes and elevated tanks are used 
to equalize the pressure in the mains and rate of pumping. 
These works have been constructed in much the same man- 
ner as the driven-well stations of the Ridgewood system, and 
merit no special description. As the population becomes more 
dense upon their watersheds, the supplies now furnished by 
these stations must be secured from other sources. 

Table 19 gives all the stations utilized for the supply of the 
Borough of Brooklyn, with date of construction, source of sup- 
ply, equipment and estimated amount of water pumped daily. 

YIELD OF RIDGEWOOD SYSTEM AND QUALITY 

OF SUPPLY 

The extent of development of the Ridgewood system is 
shown in the main report, pages 55 to 102. The yield of the 
surface and ground-water collecting works are given in tKe 
main report, and in Appendix 1, pages 103 to 133, in connection 
with a discussion of the safe yield of the proposed ground- 
water collecting works in Suffolk county. 

The quality of the waters of the Ridgewood system is 
presented in Appendix 2, pages 134 to 166, where a compari- 
son is made with typical surface and ground-water supplies in 
large cities in this country and abroad. 

COST OF THE RIDGEWOOD SYSTEM 

Construction 

To determine the cost of the Ridgewood system, it has been 
necessary to compile the data given in the annual reports of 
the Water Department and of the Comptroller, and, in addi- 
tion, the cost so well presented in the History of the Brook- 
lyn Water Works, 1896. While the cost has been determined 
as accurately as the data available would permit, there are 
probably some slight errors, which, however, are not large 
enough, if they exist, to materially affect the resulting cost 
of the water. 

Table 20 gives a summary of the cost of the works up to 
January 1, 1907, and the cost^of operation and maintenance 
including interest and sinking fund charges. In estimating 
the cost of the works deductions have been made for worn out 
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and abandoned equipment. The total cost has been subdivided 
into works for collection, transportation, pumping and distri- 
bution. The annual charges are based on the recorded ex- 
penditures for operation and maintenance during 1906, and 
to this has been added interest on the total estimated cost to 
date of works at present in use, and estimated extraordi- 
nary repairs and depreciation on these works, based on their 
probable life. 

Annual Charges 

The cost of the water per million gallons supplied during \ 

the year 1906 has been estimated in Table 21, on the basis of i 

the annual charges given in Table 20. The cost of collection 
has been subdivided into ground-waters and surface-waters. 
The cost of transportation has also been divided into the cost I 

of transporting the water from the new watershed to Millburn 
pumping-station, and then transporting this water through 
the pipe-lines from the Millburn pumping-station to the Mill- ' 

burn reservoir and Smiths pond. It was assumed that 45 
million gallons daily of the supply from the new watershed j 

would go through the two 48-inch pipes and the proposed 
72-inch steel-pipe line, and the cost of transportation has been 
based upon the charges on the cost of these lines. The cost 
for transporting the remainder of the supply from the new 
watershed through the brick conduit in the old watershed is 
based on the charges on the cost of this conduit, allowing 
for the supply from the new watershed a proportional part 
of the total volume of water carried in this aqueduct, which 
in 1906 amounted to 58 million gallons daily from the old 
watershed and 14 million gallons daily from the new. 

In determining the cost of distribution and collection of 
water rates, the entire supply furnished both by the Ridge- 
wood system and by the driven-well stations outside of this 
system, in the borough limits, has been taken. The cost of 
water thus determined is not the actual cost at the present 
time, as the estimates have been made on a basis similar to 
that used for the estimates of cost of water from proix)sed 
works in Suffolk county and are, therefore, comparable with 
them. 

To determine the actual cost of water to the consumer, 
the total annual expenditures made for interest on bonds and 
maintenance of works, including the collection of the revenue, 
have been taken, from 1901 to 1906, and to these has been 



Cost of Water per Miluon Gallons from Brookly: 



OUANTITY 

OF Water 

Dblivbud 

IN 1006 

Million 

Gallons 



COLLBCTION 
AVBRAGB CHARGBS 



Thkoucb *\ 
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Conduit 1 



( Ground- water . . 
General tupplies , 
Surf ace streams 



Millbum pumping-station . 
MiUburn reservoir 



Old watershed 



Ground-water . . 
General supplies , 
Surface streams. 



Totals. 



Ridgewood pumping-station 

Force mains and distribution reservoirs. 

Distribution system 

Water tax collection 



Grand totals. 



11.804 

21,594 

9.790 



21.594 
21.594 

14.284 

21.124 

6.840 



42,718 
42.718 
46.380 
46.380 



$17.69 

• ■ ■ ■ 

9.76 



28.92 

• ■ • • 

24.03 



$14.09 



2.36 



27.33 



$21.83 
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^These charges are for water from the new watershed passing through the 48-inch pipes, boilt on thi 
**Thi8 charge is for transporting water through the 48-inch pipe-line from Millbom pumpiag'Stattoi 
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added a sinking fund on outstanding bonds, based on the 
life of the bonds with a three per cent, rate of interest on 
the accumulation of the sinking fund. The total expenditures 
have been divided by the total amount supplied by the Brook- 
lyn system, including the Borough stations, giving a resultant 
average cost per million gallons, as shown in Table" 22. 

For the bonds sold subsequent to the consolidation of 
Brooklyn with New York City, it was found impossible to 
determine the exact date of maturity of each issue, as the 
Comptroller's annual reports show only the date of maturity 
of bonds issued for water-works purposes and do not separate 
those used for the Borough of Brooklyn from those for the 
other boroughs. The error involved, due to the uncertainties 
in the terms of these bonds, is very small, and would not affefct 
the cost of water per million gallons by more than a few 
cents. 

It will be seen from a comparison of Tables 21 and 22, 
that the actual cost of the supply is now about $10 per million 
gallons less than would be the theoretical cost, based on the 
total cost for works with an assumed life for the various por- 
tions of the plant. This is mainly due to the redemption of 
some bonds, amounting to about $13,191,500, issued to cover 
the cost of the original works and the subsequent extensions. 
The redemption of these bonds materially reduces the interest 
and sinking fund charges, and the actual cost is not com- 
parable with the estimated cost of water from new sources 
of supply. 
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nished by two 80-H. P. horizontal Nagle boilers, the property 
of the Board, which were housed with the compressors in a 
temporary station near Well 1. An idea of this power-station, 
the weirs, flumes and the air equipment at the wells may be 
gained from Plates 15 to 18, inclusive. 

On the completion of the wells, and the installation of the 
pumping system, a sharp-crested weir with an autographic 
recording gage was set up at each to measure the pumpage, 
and connections were made to a long, wooden flume that dis- 
charged all the water pumped into a brook 3,000 feet south oi 
the station, beyond the inflection of the water-table toward the 
wells. The casing of the air-lift system was adjusted in the 
wells to secure a reasonable efficiency for the air lift, and after 
some preliminary tests, experiments were begun on November 
1, and carried on until December 28, 1907. 

The plant was run continuously during this time on three 
shifts of eight hours each, except for short interruptions for 
changes and repairs, and a week lost in December because oi^ 
a shortage in coal. No illusion was entertained regarding the 
efficiency of the air-lift system; one of the most serious prob- 
lems during the experiments was to keep the plant supplied with 
coal, of which six or seven tons were burned daily, when run- 
ning at full capacity. The air-lift system was adopted for these 
pumping tests because it was the cheapest to install and it was 
necessary, at first, in cleaning up the filters of the wells. 

Description of Pumping Experiments 

The three wells were pumped singly, in groups of two, and 
then altogether to determine the interference of one well with 
another. In order to ascertain the eflfect of the pumping on 
the ground-water surface, 101 2-inch test-wells were driven 
about the stovepipe wells WMthin a radius of 2,000 to 3,000 
feet and levelled upon for daily observations of the hight of 
the ground-water surface. 

Six series of experiments were made during the two months 
in which the experiment station w^as in operation. The results 
of the experiments are summarized in Table 24 following, and 
the main facts are shown graphically on Sheet 64, Ace. L. 607. 

The last three scries of experiments, 4, 5 and 6, have been 
worked up in greater detail, and are exhibited on Sheets 65 
to 69, Aces. L. 334 to L 338, inclusive, and on Sheets 61, 62 
and 63, Aces. 5589, 5590 and 5588. 
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Relative Pressi:re in Ground-Water at Various Depths 

Tlie 2-inch test-wells driven to map the surface of the 
ground-water during these experiments just described, were 
from 40 to 50 feet in depth; a few near the stovepipe wells 
were somewhat deeper. These wells had open ends without 
screen sections and the hight of water in them represented the 
ground-water head or pressure in the sands at the bottom of 
the well. 

The results of the first six series of experiments suggested 
that perhaps the pressure gradients in all the yellow sands and 
gravels were not coincident, during the experiments, with the 
slopes of the surface of saturation or surface pressure gradi- 
ents that had been so carefully mapped by means of these test- 
wells. Accordingly, a group of four test-wxlls was put in at 
a point 64 feet north of Stovepipe Well 1, at depths of 35, 56, 
80 and 93 feet respectively, and the hight of water in them 
observed during the pumping of this stovepipe well on May 
14, 1908. 

The results of these ground-water observations, of Ex- 
periment 7, are shown graphically on Sheet 58, Ace. L 679 and 
Sheet 59, Ace. L 680. The test-wells 35 and 93 feet in depth 
were in the coarser material in which Well 1 was perforated 
and they resixjnded quickly when pumping began. The test- 
wells 56 and 80 feet deep were in the finer strata between the 
upper and lower perforated sections of the large well, and the 
lowering of the water in them, which represented the ground- 
water pressure at these depths, lagged six inches or more behind 
the other wells during the first few hours. At the end of the 
day's pumping, the test-wells indicated that the ground-water 
was about three inches lower in those strata opix)site the per- 
forations than in the finer sands and gravel between them. 
There was evidently about three inches greater loss of head 
in the water flowing from the intermediate strata to the well 
than in the strata that were perforated. The pressure in the 
deep gravels was nearly coincident with the surface of the 
ground-water as shown by the shallow well. 

The hight of ground-water in all the wells was practi- 
cally the same before pumping, and the results of the subse- 
quent observations indicated that the slopes of the ground- 
water approaching the wells that were determined during the 
previous six experiments represented the pressure gradients 
in all the yellow water bearing strata without sensible error. 
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DISCUSSION OF RESULTS 

Spacing of Wells 

It appears from the experiments, Series 1 to 6, that Wells 
1 and 2, which are 1,000 feet apart, did not interfere materially 
with each other. When all three wells were in operation, 
however, the discharge of the middle well, 3, was evidently 
reduced from 20 to 25 per cent, below the yield that was ob- 
tained when being pumped alone to the same depth. That is, 
with the strata existing at this station, there would be this 
amount of interference between the units of a continuous 
line of wells spaced 500 feet apart. 

Some interference, perhaps 10 or 15 per cent., is necessary 
between wells spaced as in these experiments, along a line at 
right angles to the ground-water movement in order that the 
entire flow may be intercepted. The wells should not, how- 
ever, be placed any nearer together than is necessary to effect 
this result, by a moderate lowering of the water-table. The 
inflection of the ground-water surface midway between two 
wells is the surest index of existence of any loss of water 
between them. Referring to Sheet 66, Ace. L 335, Experiment 
4 on Wells 1 and 2, which are 1,000 feet apart, the 
transverse section through Well 3, which was not being 
pumped, and which is half-way between Wells 1 and 2, shows 
that the water surface below or south of this well, 3, sloped 
slightly toward the cones of depression. The slope was, how- 
ever, small, and it is barely possible that the pressure lines in 
some stratum finer than that penetrated by the test-wells was 
not equally depressed and perhaps some flow to the south took 
place. A greater lowering of the water in Wells 1 and 2, 
would surely have prevented any loss between these wells, but 
it would appear to be better practice, under the local geo- 
logical conditions, to place the wells somewhat nearer together 
than 1,000 feet. 

The result's of the last experiment, 6, which arc exhibited 
on Sheets 68 and 69, Aces. L 337 and L 338, and Sheet 63, 
Ace. 5588, indicate that a spacing of 500 feet is unnecessarily 
small in the material in which these wells are driven. Evi- 
dently a spacing intermediate between 500 and 1,000 feet, 
perhaps 700 feet, would answer at this location. The proper 
distance between such wells would vary along the line of the 
collecting works with the depth and coarseness of the water 
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bearing strata, and the area and probable yield of the tribu- 
tary watershed. In but few localities would it probably be 
safe to space these large wells over 1,000 feet, and it seems 
unlikely that it would be necessary, even where the material 
is fine, or in the valleys where the ground-waters from the 
upland are concentrated, to place these wells much nearer to- 
gether than 500 feet. 

Size of Wells and Length of Screen Section 

One important conclusion to be drawn from these ex- 
periments on the stovepipe wells is that the losses of head 
through the wall of the wells and the gravel filters outside, 
were too great and should be reduced in the wells of the final 
development. This loss of head varied in these experiments 
wiili the diameter of the casing, and the yield of the well, as 
shown on Sheet 60, Ace. L 647. It was also affected by 
the length of perforated section; for example, the losses 
of head in Well 1, were comparatively small because the length 
of perforation, or the screen section is greater in this well 
than in the other tw^o. The losses in Well 2 were large because 
of the small depth of perforated section, and because the 
material surrounding it is somewhat finer than about the other 
two wells. The losses corresponding to a uniform draft of 
1,000,000 gallons per day may be estimated from this diagram 
for each size of well as follows : 



Size of Well Loss of Head 
Well Inside in Well 

Diameter of Casing 



2 12 inches 1.3 feet 

1 14 " 8 *' 

3 16 •• 6.2 " 



It appears that the losses of entrance to the 12-inch well 
occurred for the most part, in the filter about the casing, be- 
cause the losses were directly proportional to the velocity or 
to the discharge ; whereas, a larger proportion of the losses for 
the larger yields in Wells 1 and 3, which were surrounded by 
coarse gravel, evidently took place in the perforations of the 
casing where the flow would correspond more nearly to the 
discharge through orifices, and the loss would vary with the 
square of the velocity. The results show that there should 
have been more perforations in the casings of Wells 1 and 3. 
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The loss of head in even the 16-inch well, corresponding 
to a discharge of 1,000,000 gallons per day, was 6.2 feet, or 
about 20 per cent, of the total lift during the experiment, and 
this would not be far from 25 per cent, of the lift into the 
proposed full aqueduct at this point. The additional lift occa- 
sioned by their loss would represent a constant and unneces- 
sary expense in the operation of the proposed works, and 
means should be taken to avoid it. The loss of head in the 
wall of a well is often overlooked in operating ground- water 
w^orks. The normal losses of head in the casings of the wells 
on the Ridgewood system is from 6 to 8 feet, and in- 
creases io 12 feet and more when the screens of the wells be- 
come clogged. One of the causes of this clogging of the 
screens is believed to be the large unit yields and the resulting 
high velocities of approach to the wells. This has been 
avoided in some of the ground- water plants abroad. (See 
Table 13.) The loss in entrance to the Tilburg wells is only 
one to two feet. 

While the danger of clogging the stovepipe wells would 
be small because of the large perforations, it would be imwise 
to create velocities outside these wells that might continually 
draw in the fine sand and eventually destroy any pump that 
might be used. The probable velocity in the gross area of the 
gravels about the 16-inch stovepipe well during the above ex- 
periments, for a yield of 1,000,000 gallons daily, was about 800 
feet per day. The actual velocities in the pore spaces of the 
gravel were, of course, greater than these figures. Tliis greatly 
exceeds the ordinary rate of mechanical filtration, which ranges 
from 300 to 400 feet per day. 

In order to keep down the velocities and minimize the 
losses of head, larger stovepipe wells should be adopted than 
those chosen for these experiments, and a larger proportion 
of the casing should be perforated, if the volume of 1,000,000 
gallons each wTre to be drawn daily. The velocity of entrance 
for a well 24 inches in diameter, perforated for a length of 
50 feet for this maximum yield, would be 420 feet per day, 
and the loss of head in the wall of the well would be only 
three to four feet. Ordinarily, only 700,000 or 800.000 gallons 
per day should be drawn from these wells, and the loss at en- 
trance would be only two to three feet. By improving the 
perforator that has been used on these experimental wells, 
cuts could doubtless be made where the gravel is small and 
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scanty, and a greater length of screen section secured. Per- 
colation experiments show that the sands containing too small 
an amount of gravel to permit of perforating with the tools 
now available, carry water quite as readily as the material in 
which perforations were made. The problem is to get the 
water into the well without the sand. It would hardly be pos- 
sible, however, to perforate much over half the depth of the 
well, and the largest well that can be economically driven 
should be adopted. 

It would be perfectly feasible to drive stovepipe wells 24 
inches in diameter, or perhaps even larger, to the bottom of 
the yellow gravels, 100 to 200 feet below the surface, and 
this size is proposed for the Suffolk County works. The addi- 
tional cost of driving these wells would not be proportionately 
greater than the smaller wells, and the added cost would be 
more than offset by the lower lifts and the smaller deprecia- 
tion. 

Another advantage in a larger well than those which have 
been experimented upon, would be a somewhat greater free- 
dom from sand in the water pumped, because even should sand 
be drawn into a well by service pumping, the upward velocity 
would be insufficient to carry it up to the pumps and it 
would drop down to the bottom to be removed later. 

Depth of Wells 

The proposed wells should be driven only through the yellow 
gravels and stopped in a clay bed sufficiently below the deepest 
perforations to allow of some filling in at the bottom of the well 
without covering these perforations. A depth of 20 to 25 feet 
would probably be enough if the wells were pumped deepl> 
and thoroughly cleaned out in the first place. Doubtless once 
a year it would be necessary to visit each well with a light 
sand bucket and a portable rig and remove the accumulations 
of sand at the bottom. 

Extent of Influence of Pumping 

The ground- water maps, Sheets 61, 62 and 63, Aces. 5589, 
5590 and 5588, sihow roughly the extent of influence of the 
pumping in the surface of the ground-water at the experiment 
station. It appeared in Experiment 5 that Well 3 alone drew 
upon the southerly moving ground-water for a width of about 
2,000 feet, when pumping on the average one million gallons 
per day, which corresponds to a draft of 500,000 gallons per 
day from each 1,000 feet of the line. When all three wells were 
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in operation, they apparently drew from a width of line about 
3,800 feet. The average draft was 2.32 million gallons per 
day, which corresponds to a yield per 1,000 feet of 610,000 
gallons per day. The above figures represent a very fair 
estimate of the amount of ground-water flow at the location 
of the experiment station, where the slope of the ground-water 
is less than 10 feet to the mile. Such figures should not, of 
course, be applied to the whole line because the yield per unit 
of length would be much greater in the vicinity of the streams. 

Storage in Yellow Gravels 

Studies of the yield and the volumes of the cones of de- 
pression indicate that these yellow gravels did not yield more 
than 10 or 15 per cent, of their total volume during any ex- 
periment. The storage draft can, however, only be approxi- 
mated from these experiments, because of the amount of 
ground-water added to the surface of saturation by frequent 
rains. The pumping records indicate that the delivery of the 
three wells fell oflf in Experiment 6 from 2,800,000 on Decem- 
ber 18, to about 2,000,000 on December 28, supposing the 
ground-water to be kept at approximately a constant hight 
after the first few days. The difference represents the draft 
on storage during these 11 days, and is estimated as a total 
volume of 6,000,000 gallons. The total volume of the cones 
of depression of the surface of the ground-water is estimated 
as 55,000,000 gallons, so that they yielded hardly more than 
10 per cent, of their volume. 

The sands and gravels have a pore space of 30 to 40 per 
cent, and experiments elsewhere on soil physics indicate that 
they might possibly yield in course of months, 30 per cent, of 
their gross volume. This figure is probably high, however, 
for ordinary storage computations, because in times of great 
demand it would not be possible to wait for the water bearing 
gravels to entirely drain. A delivery of the saturated strata 
of 20 per cent, is a much safer basis for estimates of storage 
in these yellow gravels on Long Island. 

The explanation of this slow drainage of the water in the 
partially saturated sands is to be foiuid in the small velocity 
of movement of water in capillary spaces. Some idea of this 
movement in partially saturated sands and gravels is seen in 
Plate VT, Appendix VII, following page 792 of the report of 
the Rurr-Hering-Freeman Commission. It was estimated from 
this diagram that the larger portion of the percolation from the 
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heavier rains moving downward from the surface travelled at a 
rate of 0.5 foot to 3 feet per day, the larger rate corresponding 
to the greater percentage of moisture in the partially saturated 
gravels. Laboratory experiments and observations elsewhere 
show that this rate decreases with the dryness of the sands 
to 0.2 or even O.I foot per day, and it seems most probable 
tliat the last of the moisture left in the ground by the lowering 
of the water-table settled down at a rate approaching these 
figures. 

PROPOSED WELL SYSTEM 

On the basis of the experiments above described, it is 
proposed to design the well system as follows : 



Type California stovepipe wells 

Size 24 to 30 inches in diameter, of hard 

steel gage No. 12 

Depth From 100 to 200 feet or more, be- 
ing 20 feet below bottom of 
yellow gravels 

Length of screen section From 40 to 50 feet, depending on 

the depth and character of the 
gravel strata 

Spacing From 500 to 1,000 feet, according 

to character of water bearing 
strata and area or yield of 
watershed; average about 700 
feet 

Average yield 700,000 gallons per day from each 

well 

Maximum yield 1,000,000 gallons per day from 

each well 



Beyond Center Moriches, the depth of watershed is small, 
and the yield per mile of the collecting works would be less 
than in the westerly portion of the main line. For this east- 
erly portion, 16-inch wells with an average yield of 300,000 to 
400,000 gallons per day are proposed. 

Table 25 shows the depths, spacing and yield of wells 
adopted in this report for the preliminary estimates of cost. 
The line is divided into sections of three to four miles each, 
in which it is proposed to operate the wells from central 
electric substations, as explained in the subsequent appendices. 
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SHEET 61 




"ISfow pifi9 we/h shown M*us - - - 

2 inch test h«/6 driven for ground wvttr ohaervofions and 
dostgnoMd by T.W.and 9ori^ rmmborobo¥t con¥enticni^townthn o 

Figures im/rmdialety behw show the ground w^hr elev&fion 
before beginning of ony pumping experiments No¥ember3,i9C7 
beneath these the ground weter etevetion during experiment 
N*4 on November 23J907. 

Contours ofsurfece ofgrdUnd water on Mo¥. 3.I907 before beginning 
oifpumpihg ^iperiments on stovepipe weih ; shown tttus .».._«».....^ 

Contours ofsurfece of ground water on November 23.1007 during 
pumping experiment N*4. On this date Wetts AtosJ and 2 had been 
pumped continuously for 3 days, shown thus «.-,,^ 
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LONG ISLAND SOURCES 

PUMPING OF STOVEPIPE WELLS 

EXPERIMENT NO. 4 

WELL Na 1 M- INCHES DIAMETCR 

WCU. Na S 12 • INCHES DIAMETER 

niOM NOV. 22 TO DEC ti 1907 
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